LONDON PUBLISHING OFFICE, a3, | PATERNOSTER ROW, E.0 per annum, | 
Britain, 198. 6d.; ostal Union, of the firat class, 2is. of the second class (Aden 
Madame &o.), 28s. : D. Var Nosrranb, 23, Murray Street, and Warren Street. 


J. Borvua, Librairie Etrangère, 22, Bue de Is Banque. BERLIN : A. 6, Unter den Linden. 
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FOR.  INÇAN DESCENT OR ‘ARC ‘LIGHTING 


ae ON EITHER THE ALTERNATING OR DIRECT CURRENT SYSTEM. 


KAPP. ALT ERNATING AND DIRECT CURRENT 


ACTURERS OF ‘VULCANISED RUBBER CABLES AND BROOEKES’S PATENT UNDER. 


| Patentess of the Fiuiä insulator for Owerheaa Wires. 


+ 


CONTRACTORS FOR COMPLETE CENTRAL STATIONS 


‘The Keswick Electric Light Company, Limited, 


and 


‘The Hong-Kong Electric Company; Limited, including 


JOHNSON PHILLIPS, 


ENGINEERS AND ELECTRICIANS, 


14, UNION COURT, OLD BROAD SRREET, LONDON, EC. 


Works and Wharf: CHARLTON, | KENT. 
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LIGHT WIRE AND CABLE GUTTA-PERCHA, PURE AND YULCANISED Ru 


> 


| Adopted the. London Electric Supply 
| Corporation and the principal | 


| spoctatly 
 Betrie Light Lents, 
| Sables and | 
| for the various =. FE LE 


DRAKE &  GORHAI M," 


SILVER MEDAL, INTERNATIONAL | ELECTRIC 106 


- ‘ahem Inventions Exhibition, 1885, GOLD MEDAL tor Machinery, SILVER MEDAL for Cables and Wire, | | 


poses. 
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| every kind of Insulaiod 


Suitable for inside or outside use, Town Lighting, or General Distribution. Only the Highest Conductivity Wire used. - 


- SPECIAL ANTI-INDUCTION TELEPHONE CABLES 
up to 200 wires, from stock or at very short notice. HEURE 
‘TELEGRAPH: CABLES to any size for Overhead, Submarine 


Wire and Gable | 


Street Iron Works. 
Salford Electric Wire Works. | 
Springfield Cable Works. 


LONDON: 10, HATTON GARDEN, 


“Specially manafactured to comply with 
vm requirements of the Board of Trade. 


Supply Companies. — 


=" 


(THE SCHOOL OF "SUBMARINE "TELEGRAPHY 


ENGINEERING 


ESTABLISHED IN 208, 


PRINCES. STREET, ‘HANOVER SOUARE, LONDON, w. 


Manager:—Wm. LANT CARPENTER, BA. B.86., Fe 
Secretary:-LEON -DRUGMAN, A.S.T-E. 


Senior. Instructor:-CHAS. CAPITO, MLME, MSTE. and E. 


gest and the most fully Sohool!of its kind. It among recent: | | q 

Lathes, +» 2e well ae several kinds of Arc and Iucan descence | Both ‘Theoretical Practical 


and 
than 8,000 Pupils have passed through the School. 


» Unconnected with the School. New Courses usdally commence carly in January, May and 


For fu Proper, terms appt he Secretary, 18, Street, Hasorer Square, We ms 
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MANUFACTURED 


| 
1 
a and Prices on application. . 


: IPSWICH; LONDON, 


% « 


PIONEERS OF THE TONERS OF THE ASBESTOS TRADE. 


and working Asbestos 
Mines in both ITALY 


and CANADA. x 


FINE ASBESTOS PAPER, for Dynamos, &c. 7 

ASBESTOS TUBES & CEMENT, for Electric Light Leads. of the Be 

ASBESTOS FIRE-PROOF PAINT, for protecting wood- 
work, troughs for leads, &c. 

ASBESTOS MILLBOARD STRIPS, for ditto, — 

FINE ASBESTOS THREAD, for covering wires. 

ASBESTOS COVERED WIRES. 

PATENT SALAMANDER LUBRICANT, for Dynamos, &c. 

_ PACKING, NON-CONDUCTING COVERING for Boilers,&c. Street; ST. PETERSBURG, Gostinoe Dvor. 


coves, BILLITER ST, 


LONDON, E.C. 
(Late 161, Queen Victoria Street.) 
All Goods : 


possible description. 
Specify “SALAMANDER” Brand. 
Depots: NEWCASTLE-ON-TYNE, Quay Side; 


Square; KRISTOL, Provident Buildings, Clare 


FREDERICK «& 


CALEDONIA WORKS, HALIFAX. 
Contractors to Der Majesty's Government & Railway Companies 


BEST REFINHD THLHPHONEH WIRH. 
PATENT GALVANISED TELEGRAPH WIRE. 


100 Ib. COILS, HIGH CONDUCTIVITY. 
SPECIALITY :-TELEGRAPH WIRE, TO ALL SPECIFICATIONS. 


COPPER Conductors, drawn, 
Lightning a 
ALVANT SED STEEL 


MICA MERCHANTS, 


Manufacturers of Mica Goods for Philosophical and ALL perpen | 
CONTRACTORS TO HER MAJESTY’S GOVERNMENT. 


“LONDON, 


[Telephone No. 2248, 


PATENT 0 OFFICE. 


| 
| 
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|| 
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FLEET STREET, 


SUCCESSOR TO 


| ; Messrs. ROBERTSON, BROOMAN & 60. 


PAMPHLET OF COSTS GRATIS. 


FORTY-TWO YEARS’ SPECIAL PRACTICE 
WITH INVENTIONS, «0 


NN 


{| 
il 


S for E LEC TRICAL CO NDUCTORS” PLAIN or GALVANIZED 


FOXCROFT 


(Successor to the late W. Foworoft, also F. Lucas), 


5 | Telegraph and Telephone Case Manufacturer, 


36, PERCIVAL STREET AND 9, SMITH STREET, 


CLERKENWELL, LONDON, E.C. 
STREET). 


Photometer, Telephone Cases, Battery Boxes, &ec., &c 
PRIZE MEDALS, LONDON, 181; PARIS, 1881 s01 


WROT IRON 
OR STEEL. 
| GAS, STEAM.WATER, 


BOILER TUBES . 
© AND FITTINGS. 


me 
at 


TUBE- WORKS. GREAT-BRIDCE. 


_ LONDON OFFICE: 46, OVEEN VICTORIA ST 


Lock and Block, Single Needle, Bell, Sounder, Perforator, 


MANCHESTER, Deansgate; LIVERPOOL, 
47 and 49, South John Street; GLASGOW; 60, - 
West Howard Street ; CARDIFF, Mount Stuart ; 


long lengths. and TAPE for 
WIRE, for covering. | 
STRAND for Mechanical "Telephones. 
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‘ELECTRIC! LIGHT. 


| HIGH TENSION. 


| TRE TELEGRAPHIC JOURNAL AND ELECTRICAL REVIEW, 14, 1890. 


Telegraphic Address 


HENLEY'S WORKS,” LONDON. 


| _ LIMITED, Ag 
21, MARTIN'S LANE, CANNON STREET, LONDON, E.C. 


FOR BOARD TRADE RULES 
AND 
FIRE OFFICE REGULATIONS. 


NORTH 


“ _ TORPEDO. | 


| LOW TENSION. 
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"5 VICTORIA MANSIONS, WESTMINSTER. 


ALTERNATING CURRENTS, 


Prof. SILVANUS THOMPSON says: This is the Electrical Engineer's Lamp.” 


LA | 


| Crompton- Howell Storage Co. Ltd., : or are erecting, 


(CENTRAL STATION BATTERY. 


in connection with Central Stations sapplying 


800,000 Lamps. 


These Batteries act 2 a reserve for the above, or will run | 


90, 000 Lames 


without machinery. 


QUOTATIONS FREE. 


HOWELL ELECTRICAL STORAGE 


COM PANY, LIMITED. 


MANSION HOUSE BUILDINGS, LONDON, Pre 


AND 


Works:-NEW DOCK, LLANELLY: 


i 


"Telegraphic Address: “POROSITY,” LONDON. Telephone 1 668. | 
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“INSULATED WIRES, 


‘ALL KINDS OF WIRE FOR TELEPHONE, TELEGRAPH INSTRUMENT & ELECTRIC BELL WORK, | 


Cables for Electric 
Lighting, — Leads, 


HALIFAX, 


Chandelier Wires, 
In Silk, Worsted, ae. 


BLAKEY, EMMOTT & CO. 


ENGLAND. 


PRICHS or ANY WIRE ON APPLICATION. « 


J. D. F. ANDREWS & Co., 


A1 & 42, PARLIAMENT STREET, ee S.W. 


Complete System of Concentric Wiring 
for Interiors. Andrews’s Patent Joints 
Switches, Fuses and Fittings. Lists and 

Trade Terms on application. 
Concentric Wire Rules Free on Application, __ 


EXCELSIOR 
ELECTRO- PLATING DYNAMOS 


For Nickel and Silver Plating, Brassing, Electro-typing, &c., 
as used by all the principal Platers in London. 


PRICES FROM £6. 
VATS, ANODES, AND com PLETE OUTFITS. 


CARL OPPERMANN, 2, Wynat St. Clerkenwell. | 


3764 


ARTHUR B. GILL & Co., 


Glectric Zight and General Engineers, — 
4, BOMBAY STREET, BERMONDSEY, LONDON, 8.E. 


_ Sole Makers of GILL’S PATENT MAIN SWITCHES, which are practically 
everlasting. No sparking on the actual contact pieces. These switches improve 
with using. Makers’ of the “GILL” DYNAMO AND MOTOR, which are un- 
equalled for cheapness and efficiency. SUPPLIERS OF ALL ELECTRICAL 
REQUISITES. LIBERAL TRADE TERMS. 


Telephone No. 4832. Telegraphic Address: “ TORQUE.” 3949 


3 


H..& F. CHAMBERLAIN, 


Manufacturers of Pure Carbon Points, Tubes, Filters, 
Cells and Battery Plates of every description. 


Wworns BARNSLEY. 


Telegraphic Address:—“ CARBON BARNSLEY." 3398 


ELECTRIC WIRES. 


Insulated Wire and Cables 
of every description for 
Electrical In*trnments, 
Dynamo Machines, Electrie 
Bells, Telephones, Kiectric 
Lighting. &c. &c. 


UNITED ELECTRIC WIRE Co, | 


14a, Clerkenwell Green. London, E.C. iz 


Numerous Testimonials. 


LE GENIE CIVIL, 


Weekly Review of French and Forelgn Industries In General, 
6, RUE DE LA CHAUSEE D’ANTIN, PARIS, 


Editor-in-Chief, MAX DE NANSOUTY, Ingenieur des Arts et 


ie Manufactures, Officier d’Academie, Secretary of the Electrica] 
Committee of the Exhibition of 1889. 


THE BEST CONTINENTAL ‘ADVERTISING MEDIUM OF ALL 


an communications for the Advertising or Publishing Depart- 
ment to be addressed to Mr. Bocquer, Genie Crviz Orrice, 6, Rue 
de la Chausée d’Antin, Paris. 102 


‘ THOMAS BARRACLOUGH & CO. Ltd, 


Makers Pd all the most Improved Machinery for Electric Wire and 
trand Covering, Lapping, Taping, Braiding, de., 


ALSO FOR 
STRANDING AND MAKING CA ESE. OF EVERY SIZE AND DESCRIPTION. 


Globe Works, Rochdale Road, Manchester. 15 


OLE 


BSOLE IMPORTERS 


PER 
6 I, FORE 


LONDON sc 


= EXCELS SRE 
PAT = 
NYDE 


THE “EXCELSIOR” DYNAMO 


(PATENT). 
Bimplicity, efficiency and durability at considerably reduced prices. 
SOLE MAKERS- 
STANLEY & DAVIES, 


G@Glectrical Gugineers, 


HYDE NEAR MANCHESTER. 
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SWITCHES, CUT-OUTS, CEILING ROSES 


PORCELAIN OR SLATE. FANCY OR PLAIN. 
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WRITE FOR PRICES. 


WOODHOUSE RAWSON UNITED, LIMITED, 


LONDON, MANCHESTER, BRADFORD & KIDSGROVE. 


‘Telegrams: ““WOODHOUSELONDON.” Telephone No. 1978. 
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THE" GREEN RIVER” 
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EUROPFPAN: AGEN TS FOR 

The Genuine American 
CLEVELAND” 
DRILLS. 


THE # CLEVELAND” 
Highly-finished 


REAMERS, 


«“ CLEVELAND” EXPANSION REAMER. 


| THE « CLEVELAND * HIGHLY- FINISHED © 
SELF-FEEDING REAMERS. 


These ais are self-feeding, thé screw point drawing thenrinto the work as rapidly as dur are 
turned round. They are also grooved eccentrically. This pecular milling prevents the chattering of 
the Reamer when at work. These Reamers will make a smoother and truer hole than any on the market, 


SCREW PLATE GREEN RIVER ScREW PLATE. 


Does its work at a p je. ‘It dues five times 
single cut. ‘The die i: À à the work that can Le 
is adj ustable for wear. === |. done in the old way, 
Tiie threads cut with À €, © and is mach anore 


it are far more per- 
fect than those made 
in ordinary dies, and 
are equal to the best 
lathe work. 


== ordinary screw plate. 


the highest quality. 


~ 


THE NEW “LIGHTNING” PIPE SCREW PLATE PATENT PARALLEL MACHINE VICE 


For Screwing Iron Gas Tube at once going over: — 


| Holds work slightly uneven with equal tightness f 
| Holds work of any deyree of taper. No hammering § 
 adjastwent. By the action of the Slidiag- Jaw 
- upper surface of the work is bound to be true with 


{' 


| 
u 


| 


: 


| 


ASSORTMENT 


Serew Plates are‘finished'in- the most 
perfect 


| 


‘Work can be drilled through below the bottom 


of the jaws. 


IN STOCK READY for IMMEDIATE DELIVERY. 


A large assortment of Lathes, Ra tial ant Pillar. Drilling Ma ‘hines, Millin J, Planing aul other Machine Tools. 4033 


85; Queen Victoria Street, & Lambeth Hill, LONDON. 


aa & Expansion | 


The material and : 
workmanship are of : 


SELE 
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JON & SONS, 


BRS, CURRIERS & LHATHER EAN LE. 


AWARDS. 
WORKS : Leeds - - 1875, Huddersfield - - - - 1883, . » Registered: 
PARK ROAD, LEATHER WORKS, Paris - » 1878. International Inventions, 1885. Telegraphic Address: 
BINGLEY, YORKSHIRE. Bradford - 1882 (Colonial and Indian- - 1886, “WHITESONS, BINGLEY.” 


Amsterdam, 1883. Saltaire - - - - - - 1887. 
SELECTED BY THE EXECUTIVE COUNCIL TO SUPPLY THE :: PATENT V OR TRIANGULAR AND | 
LEATHER BELTING FOR THE MACHINERY IN THE SQU ARE LEATHER ROPES. 


ELECTRIC LIGHT DEPARTMENT OF THE INVENTIONS 
EXHIBITION, 1883, AND AGAIN IN THE SAME DEPART: SPECIALITIES FOR ELECTRIC 
MACHINERY. 


MENT FOR THE COLONIAL & INDIAN EXHIBITION, 1886, 


The following particulars relating a a portion of the Main Belts for Driving the Machinery in the Elect:ic Light Department of the International Inventions Exhibition of 1 85 
and the ( olonial and Indian Exhibition of 1886, may be of iuterest, show ing such combined results in Belt Driving as have p:obably never been previously attained :— 


Length. Width. - Speed. « Transm tted, Tength. Width. Spee. Transmitted, 
No, 1-70 jeet x 10 inches .. -. 2,585 feet per Tarren: No, feet x 2t inches .. 2,185 feet per minute .. .. 350 LH, 
No. 2—73 f et x 15 inches .. 2 585 feet 1,150 No. 5—86 teet x 15 inches... 2.583 fee 
No. 3—60 feet x 16 inches .. .. 8,270 feet ee LH.P, (No. 6—86 feet x 15 inches .. 3,535 fect «+ 


JOHN WHITE & SONS supplied the Main Driving Belts at the Bradford Technical School Exhibition, 1882; the Huddersfield Technical School Exhibition, 1833; 
_ and the Saltaire Exhibition, 1887; being awarded GOLD MEDALS ON ALL THE OCCASIONS for complete efficiency, 


WE A EXE. A’S 


ARC CARBONS 


BY USERS 


SUPERIOR. ALL OTHERS. 


LARGE STOCK Iw LONDON. PRICES AND SAMPLES FROM 


The soe acents:-CATHCART AND PETO, 


578, HATTON “GARDEN, E. and VULCAN © ‘WORKS, ISLINGTON, N., 


- 4 
Wii! rt + À 
4 $ 
LE 


POWER 


Electric Works, Kentish Town, LONDON, N. W. 5 > and at 35, NEW BROAD STREET, E.C, 


DYNAMOS & MOTORS 


For ELECTRIC LIGHTING and POWER WORK. 
ELECTRO DEPOSITION OF METALS. 


ELECTRIC LAUNCHES 


On the Thames fur SALE or HIRE. Terms on un 
| at Platts Eyot, Hampton. 


ELECTRIC TRACTION | 


Lines equipped under the Immisch, Sprague, Julien, and 
other Paten's. 


‘The North Metropolitan Co.'s line, Barking Road, TES 
now run by Electric Cars of this Company. 


ESTIMATES AND FULL PARTICULARS ON APPLICATION. 3867 


‘LIMITED. 
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BEST | WIRE 


PHOSPHOR: BRONZE 

CASTINGS, A> Patent Siliciam 

“Bronze and Silicium Capper 

/ ire of Great Tensile Strength 

High Conductivity for Telephone | 
and Telegraph Lines & other 


Phosphor Brome 
for Springs, Ropes, Screws, 
Rods, Sheets, Bearings, Bushes, 
ai other wearing parts 
of Machinery 


| 


‘THE PHOSPHOR BRONZE 00, 


LIMITED, 


BEWARE OF SPURIOUS IMITATIONS, FALSE REPRESENTATIONS. AND INFRINGEMENTS OF OUR PATENT RIGHTS. 


ENAMEL 


COPY OF LETTER JUST RECEIVED AT NEW CROSS. 
À LEADING AND WELL-KNOWN ELECTRICIAN WRITES : 


. Having used your ENAMEL considerably for various purposes, I find that it has GOOD INSULATING © 
PROPERTIES FOR ELECTRICAL WORK, being much better than the usual Insulating queen in use, 
which do not give such an appearance or finish as your ENAMEL,” 


SOLD EVERYWHERE, in Tins; or Post Free, 7d , 1s. 6d , and 3s.; for BATHS, 9d., 4s. 9d., and 8s, 6d. from Works, LONDON, SE. 
| REJECT WORTHLESS IMITATIONS. 


INSULATOR. 


Why on using closed iron 
circuits when a 


Fireproof Cases Extra. | 
| 


3 
7 
8 


| | Price. | | 
HEDGEHOG 2 $351) 20] 
TRANSFORMER | 2 | 
| Costs half, and has a fifth of | 109 | 4|4945-0|| 760 |30| 68 0 01! 
| 
à 150 | 6 [4747 0 1000 | 40 | 70 0 0 |. 


| see | 
| Sizes under 2 H.P. by the dozen only. 
SWINBURNE & Co The two-lighter is a specialty for street 

| ‘7 lighting, price with case and brackets compl:te 


Broom Hall Works, one , Saving more San its cost in secondary 


TEDDINGTON, ENGLAND. Above 400 lights not stocked. 


| à | 
| E 
Patent | 
| \ 
| | 
| 
| 
\ 
| 
a SOLE PROPRIRTORS Electrical purposes. 
Po | * Of the British and Colonial Patents, 
| 
| 
| 87, Sumner Street, Southwark, London, SE. — 
| 
| 
| : = = 
SWINBURNE 
| PATENT | 
| EN | 
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DORMAN & SMITH, 


ELECTRICAL ENGINEERS, 


To ADVERTISEMENTS. 


The names of Advertisers, whose announcements are ordered for a series, are entered under any one Heading in this Index free of re à 


but if repeated under other headings, Gal. per week is charged for each additional entry. j 


\ccumulators. PAGE 
Crompton-Howell Elec. Storage Co. 5 
Drake & Gor ham eee eee eee 2 
J. Stiff & Sons (Boxes only) ... 14 

irc Lamps.—J. H. Holmes & Co. Sup. gd 


Johnson & Phillips cee one 
net Elec à ! 
Poole & White Sup. 17 
J. & W. Roper 29 
Simplex __... Sup. 8 
Statter & Co. 19 
Ashestos.—Bell’s Asbestos Co. 20, 21 
United Asbestos Co. een 3 


Auctioneers and Valuers (Mechanical). 
Wheatley Kirk, Price & Goulty Sup. 11 
Batteries. 


India-rubber, G.P. & Tel. Wks. Co. 24 


Telegraph Mfg. Co.  ... Sup. 2 
Jars.—J. Bourne & Son... 15 
J. tiff & Sons eee eee 14 


Genl. Elec. Co., Ld. (G. Binswanger.) Sup. 


& White oe Sup. 17 
eppard, Allarton & Madeley des 
Belting Webb & Son Sup. 12 
John White & Sons - 
Boilers.—Babcock & Wilcox Co. 
Ewen & Co. ... à coe Sup. 14 
Robey & Co. 


Books,— Berl 8 Elec. Director Sup. 
Crosby, Lockwood & Son 
Cabinet Work.—W. M. Foxcrcft … 38 


Castings. —J & d. Hu hes eee . 14 : 

Phosphor Bronze Co. 

Dynamos.—Andrews & Preece Sup. 7 

H. Austin ... ‘ee Sup. 4 

Bolling & Lowe  … Sup. 12 

Charlesworth, Hall & Co. . Sup. 19 

Gülcher Electric Light & P. Co. 15 

. J. H. Holmes & Co. eco Sup. 11 

Johnson & Phillips... ser: 

Laurence, Scott & Co. ‘can 

F. M. Newton & Co. 

C. Oppermann ‘we 

C. A. Parsons & Co. ove Bap... 0 

de & W. Roper eee eee eee 14 

Stanle & Davies eee eee 6 

J. G. Statter & Co. eee oo 19 
Ebonite. 


Harburg India Rubber Combo Co. _ 11 
D. Mos cy & Sons. eee ' ‘eee 16 

North British Rubber Co. se 15 
Electrical Engineers and 


Acme Electric Works ... Sup 
J.D. F.:Andrews& Co. ... ©... 6 
& Preece .. 7 
Appleton, Burbey & Williamson Me. 18 
Blakey, Emmott & Co., Ltd. 
KR. Bolton & Co. … 24 
Callender’s Bitumen Tel. ” Oo. … 18 
Charlesworth, Hall & Co. . Sup. 19 
Crompton & Co. oe Sup. 20 
Drake & Gorham ... coe 
Electrical Eng. Corporatioa 17 
Elliott Bros 12 


General Elec. P. & Traction Co. . 2 
W. T. Goolden & Co. ° Sup 
India-rubber & Telegraph Works C Co. 


Johnson & Phillips 
Laurence, Scott & Co. ... 
Paterson & Cooper eee eee 23 
Rashleigh Phipps & Dawson io: ee 
GA Parsons & ooo Sup. 6 
Reid Bros. aoe oe 18 
Ernest Scott & Co. 
Ronald A. Scott … ada one. 5 
Sharp & Kent 


BOOK ADYERTISEMENTS APPEAR ON 


Electrical Engineers, poli PAGE PAGE 
. Holroyd Smith .. … Sup. 7 | Manufacturing Electricians.—Cont. 

elegrap g. Co. oes Sup. 2 g. Co. eee up. 

Western Electric Company 20 H. Thor eee eee 

Westinghouse Electric Co. Walsall 

Woodhouse & Rawson United 7 & 18 Jas. White . Sup. 20 
Electric Light. Woodhouse & Rawson United 7 & 13 

Brush Electrical Engin Co. 12 Zipke … Sup. 14 

Bernstein Electric Lamp Co. 14 À: 

India-Rubber,G. P. &Tel Wks. Co. Sup. 1 R. MoGoune, Ducs & Co. Sup. 12 

Johnson & Phillips... …  .… 1 F. Wiggins & Sons a 

Laurence, Scott & Co. 23 Motors. Hall à Co. Sup. 19 
Electric Light Carbons. Cuttriss & Co. 

Cathcart & Peto .. .. «.. 9 |:  Gülcher Electric Light & P. Co. 15 

H. & F. Chamberlain … 6 ; Patent Agents.—H. Gardner 3 

. Binswanger.) Sup. à J. G. Lorrain oe: Sup. 12 

0 ps rome | Pole Findiog P +0. Berend & Co. 6 
À sie Sup | Pelee. 
oole ite … Sup. 17 | Johnson & Phillips (wood ana iron), 1 

Woodhouse & Rawson United 7 % 18 | Joseph Aird wa Iron and Steel). 3 

Dorman & Smith... ... 11 fant 11 

Electrical Co. Elec. on Tae. Binswanger.) Sup. 10 

Faraday & Son |: Poole & White Sup. 17 

Genl. Elec.Co., Ld. (G. Binswanger.) Sup. 10 | Taylor, Tunnicliff &Co. ..  … 

Rashleigh Phipps & & ee … 12 ! Porous Cells.—J. Stiff & Sons 14 

Poole & White 17 |  Projectors. 

B. Veri & Sons .. ove oe oe 14) Charlesworth, Hall & Co.... Sup. 19 

Walsall Electrical Co. eee 5 Railway Signals. —Saxby & Farmer 12 

Woodhouse & Rawson... 7& 13 |, ar 
Engines for Electric Light. School of Tel hy » 

Browett, Lindley & Co. ... Sup. 3 | Ncrews.—Davis & Timmins ... Rs 

Charlesworth, Hall & Co.... Sup. 19 |: A. Stokes & Co. “ess. - ve. 29 

Davey, Paxman & Co. oo 12 : Switches 

Greenwood and Batley ... .... | Appleton, Burbey & Willismson Sup. 18 

Griffin Gas Engine. ..  .. Faraday & Son 12 

Marshall, Sons & Co. .. .. 19 | - Genl. Elec. Co., Ld-(G. Binswanger.) Sup. 10 

John Musgrave & Sons ... Sup. 2 The Paiste Switch... oe «= Sup. 3 

Priestman’s Oil Engine ... Sup. 16 Poole & White ...  .…. Sup. 17 

Ransomes, Sims & Jefferies ... 3 Walsall Electrical Co. . 

Robey & Co. Woodhouse & Rawson United 7 & 13 

Stockport Gas Engine ... Sup. 9 Felecraph Engineers. 

Wi & Robinson ‘Buller, & Co. 3 
Enamel.,—Aspinall & Co. i 10 Johnson & Phillips de: 3 
Engraving.—Gilkes: ... 14 | J. Slater Lewis. … Sup. 8 
Fibre.—David Moseley & Sons Telegraph Mfg. Co. oe Sup. 2 
Fuel Economisers.—E. Green & Son Tele hones.—Baughan & Co. ics 
Glass Manufacturers. | nsol, Tel. Const. & M. à Sup. 6 

Genl. Elec. Co., Ld. (G. Biuswanger.) Sup. 10 |. Universal Telephone Co. . Sup. 19 

Poole & White ss: Op. 17 | Tools. Lathes, &e. 

Incandescence Lamps. Chas. Churchill & Co, ... Sup. 7 
Brush Electrical Engmeering Co. 12 |  J. Jardine... Sup. 12 
Poole & White  …. ese i Selig, Sonnenthal & Co. … Sup. 6 
Sunbeam Lam Co. eee . Tabes.—Joseph Aird . ee eee ene 3 
Woodhouse & wson United & 13 ‘urbines.—F. Nell ‘eee 

india-Rubber. _ Wire (covered). 

India Bubber, G.P.& Tel. Wks.Co. 24 Fowler-Waring Cables Co. 4 
insulators, &e.—Bourne & Son... 15 | W.T. ‘Henley’s Telg. WorksCo. … 4 

Poole & White ... .. Sup. 17 London Electric Wire Co. Sup. 1 

Stiff & Sons .. 14 Midland Electric Wire > 

Telegraph Mfg.Co. 2}. Phillips Bros.  … 
Lubricants.—W. H. Willcox & = Poole & White ... ... Sup. 17 
Magnet Steel.—G. P. Wall... ... 17 Telegraph Mfg.Co. _... Sup. 2 
Manafacturing Electricians. United Electric Wire Co... … 6 

eee eee eee ‘Woodhouse 7 & 13 

roggon & Wo. ° | Wire uncovered).— Davis nmin: 22 

Dorman & Smith eee eee eee 11 ( Ramsden, & Co. 15 

Hartmann & Braun Sup. 19 | 

Co. Sup. 7 Wood Casings. 

King, Mendham & eee 

Laurence, Scott & Co. … «. 23 | Elec. Co., Ld.(&. 10 

Nalder Bros. Sup. 9 | Poole : eee 17 

Orme & Co. one 10 ers Bros 
Poole & White & Rawson United 7 & 13 
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ELECTRIC LIGHT FITTINGS. 


SPECIALITIES IN DOMESTIC LIGH1ING.-Decorative Fittings, Reading Lamps, Vertical 


and Lateral Counterweight Pendants, Picture Lights, Adjustable Reflectors, Fittings 8, BERBERS 

convertible for wall or table use, Universal Jointed Brackets, &c. Works: 9 & 10, NEWMAN MEWS. 

INTERLOCKING THE LOCK AND BLOCK. 


SAXBY & FARMER, | Mie Signal Contractors Canterbury Road, KILBURN, LONDON, N. bel 
| “Manufacturers af Railway Signals, Cudins, Intertecking Levers, Block Instruments, and Signal Work of every descrigition, Electrical and Methantoal, | 


DAVEY, PAXMAN & Co. Engineers, COLCHESTER, | 


 Devote special attention to 
STFAM ENGINES AND BOILERS REQUIRED FOR ELECTRIC LIGHT INSTALLATIONS. 


Telegraph Address :— 
> | PAXMAN, COLVHESTER.” 2 
PA 245 
+ ( S859 
yer 
most relisble in the market... © for their Steam Engines and Boilers. 


PAXMAN & CO. Engineers, COLCHE 
Lowpon Orricz: 78 [late 139], QUEEN VICTORIA STREET, E.C. 


THE BRUSH ENGINEERING CO. 


LIMITED, 


Offices :—112, Belvedere Road, LAMBETH, S.E. Works :—Victoria Works, LAMBETH, LONDON. 
“FALCON” ENGINE AND CAR WORKS, LOUGHBOROUGH, LEICESTERSHIRE. 


REDUCTION IN PRICE 
BRUSH 11 mm. SOLID COPPERED CARBONS. 


Brush 11 mm. diameter Solid Coppered Carbons are now sold at &4& 10s. per 
1,000 packed and delivered f.o.b. London. 


MANUFACTURED specially for Brush 2,000 Nom. C.P. Arc taupe. and the 


best, cheapest, and longest burning Carbon in the Market. 
BEWARE of cheap and inferior imitations. 


Telephone No. 3976. ‘Telegrams: . DETEOTOR, LONDON.” 


SHOW Rooms: 58. BERNERS STREET, LONDON, W. 


The Best and most Artistic Show of Fittings in London. 


ELECTRIC LIGHT ENGINEERS AND CONTRACTORS. 


COMPLETE INSTALLATIONS, OR WIRING ONLY, CARRIED OUT PROMPTLY. ALL WORK GUARANTEED. TRADE ae. 


Approved by all the Fire Offices and Supply Companies, 1s. 1d. net. ‘The most Perfect Ceiling Rose in the market.” 


NEW PATENT CEILING ROSE, 


WorKs: WHLLS MBWS, W. 
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ELECTRIC RAILWAY ENGINEERING. 


CONSIDERING the rapidity with which electric rail- 
ways were constructed, and the almost entire absence 
of precedent and experience, it is not to be wondered 
at that breakdowns on American lines have been fre- 
quent and repair bills in many cases rather heavy. 
During the great “boom” it was necessary to get 
through the work quickly, in order to satisfy the 


enormous demand upon two or three companies then 


in existence, none of which had much practical ex- 
perience in railway work. New men had to be trained 
in the space of a few weeks, and sometimes only days, 
to take charge of the entire plant and equipment of a 
tram line, taxing to the utmost the mental and physical 
resources of both the trained_and the trainers, 

It speaks well of the indomitable energy and perse- 
verance of Americans that they have been able, under 
most trying circumstances, to keep up a good reputa- 


tion for electric traction—in fact, to lay the foundation © 


for a gigantic new industry. It was not to be won- 
dered at that motors, gearing, switches, lines, and in- 
sulation broke down with frequency, but the surprising 
part was that the men in charge did not break down 
themselves. Many a man possessed of self-esteem, 
and sufficient regard for the reputation of his em- 
ployers, could tell of anxious days and wearisome 
nights devoted to hasty repairs, discovery of defects, 
and schemes for remedies. These men had a complex 
_ set of duties and cares. Besides keeping things going 
with the outward appearance as if nothing had hap- 
pened, whilst hourly accidents did occur, they en- 


deavoured to show that electric traction is not only 


better, but also cheaper than any other kind of traction. 
The eyes of the sceptical public were ever upon them ; 
their work was eminently a public one, and. well they 
did it so far. One by one improvements were sug- 
gested and acted upon, and we can see by recent pub- 
lications that they are not now afraid to discuss 
publicly certain defects, with a view of getting sug- 


gestions for remedies. Rules and specifications are 
being framed for purposes of future work, with the 


express purpose of avoiding all the.'past errors and | 


thus to insure permanent success. 
The “General Instructions for Overhead er Con 
struction for Electric Railways,” issued by the Westing- 


_ house Electric Manufacturing Company are a timely 


and sensible innovation, which deserve imitation in 
other branches of this industry. We shall reprint these, 
feeling certain that they will interest those readers who 
follow up the progress of electric traction. The methods 
of connecting ground wires, the best kinds of poles 
and how to plant them, together with overhead 
wires and fixtures are fully described. No doubt there 
are differences of opinion as to the best methods of 
doing these things, but if these rules are followed, 
little difficulty should be experienced in maintaining 
the line in good working condition. Perhaps at some 
future date other firms with large experience will 
frame rules or instructions for the proper construction 
and maintenance of other equally, if not more im- 
portant, parts of electric railways, especially with 
details appertaining to the cars themselves. 


THE TAIL OF A LAME FOX. 
(Very much after disop.) 


A MODERN fabulist, who, until now, has evidently mis- 
taken his vocation in life, has sent us the following :— 

Once upon a time, an old Farmer named Moses Gee 
was walking in his poultry-yard, when he overheard an 
animated discussion between a goose, a Swan, and a 
Fox, as to the ownership of some eggs. The goose said 
they were hers, because they were golden ; the Swan 
said they were hers becaused they glowed so brightly ; 
and the Fox said they were his because they were 
laid on the ground, and as he owned the “earth” they 
must be his. But the birds replied, “ We live on the 
water, in the old dam, and the neighbouring streams, 
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and, though you may claim the earth, that has nothing 
to do with us.” “Oh!” said the Fox, triumphantly, 
“ my family has burrowed for years in the ground, and 
currents of water now run through these tunnels into 
the reservoir that I first thought of.” ‘ But did you 
make-the reservoir? And what about the old pump 
that feeds the reservoir—is that yours also?” “ Well 
—yes—nearly,” said the Fox, “For, as I claim the 
earth, surely the streams, and the dam, and the pump 
must be mine.” The birds were silent; but a small, 
newly-fledged Drake came forward, and said he believed 
the Fox was right, for he knew much about reservoirs. 
He had been nearly choked in one, there was so much 
mud and weeds, and he would have been drowned 


had not a kindly frost come and frozen the 


water. This pleased the Fox, and he whispered 
something to the Drake about giving him part 
of the earth, when he got it. The Farmer, who heard 
all this, now noticed for the first time that the Fox 
was Lame and had lost his Brush. The Fox, observing 
this, seemed embarrassed, and said, “I know I am a 
poor Lame-Fox, and have lost: my Brush, but in this 
you ought to pity me.” The Farmer replied, “I would 
have pitied you, but for the arrogant claims you made 
just now. But where did you lose your tail?” The 
Fox sighed, and said something about his Webb- 
footed friends, who had made a Sell-on him. Here he 
became pensive ; then looked angrily at the goose and 
the Swan, and said he had nearly learned to lay eggs 
himself once, light ones that would float in the currents 
from the reservoir. “Oh!” said the birds, “The idea 
of a fox laying eggs. Why, we could not lay such nice 
ones but for our vegetable diet of bamboo and cotton 
seed, and a Fox cannot eat that.” At the mention of 
eating, the Fox looked hungrily at the little Drake, who 
ran away, saying he did not want to be eaten, and the 
Fox might keep his “earth” to himself. There was 
then a great commotion in the farmyard, and Moses 
Gee, the farmer, said, “ Birds, go on and lay your eggs. 
The Fox is Lame. He cannot hurt you :and as to his 
claim, all the farm, and stream, and reservoir, were 
mine before any of you were born, and you are all free 
to do as you please.” At this the Fox ran away, and 
they all lived happily ever after. 


THE CENTRAL STATION AS AN 
INVESTMENT. 


IT is evident that the electric lighting business has 
taken a firm hold as an industry of the world, and 
that the supply of current for motive purposes will 
be in increasing demand. Even in this country, 
the requirements of the public have outgrown the 
power of private firms to deal with, so that it has 
been imperative to form large corporations with 
immense capital to grapple with the task. Central 
Stations have been erected and fitted in many parts of 
London, from whence the demand for the electric cur- 


rent can be met. Districts have been assigned to the 
supply companies, and the town mapped out in a 
similar manner to what existed formerly with the 


various gas companies, before these latter were con- - 


solidated into two huge corporations. The question 
now arises, Will these stations pay ? According to Mr. 
B. E. Sunny (who read a paper before the Chicago 


Electric Club meeting on October 20th last), that 


will depend on good engineering, as the whole 
secret of dividend-paying enterprises is in their 
ability to run reliably, every day and every year, with- 
out subjecting the machinery to excessive and abnor- 
mal demands, and in the avoidance of rebuilding, or 
abandoning original investments. The plant up to the 
point of normal and safe output should be fully em- 


ployed, as well by day as by night; it is the duty of 


the management, therefore, to endeavour to utilise the 
machinery during the day in driving motors or charg- 


ing accumulators, or in any other way that will bring | 


grist to the mill ; further the price at which the electric 
current can be produced, and that at which it can be 
sold, leave a margin of profit that ought to be satis- 
factory. 

Now, commercially, the business may be considered 
a success, from the fact that it is ever increasing. 
How then does its record read from the investor's 
standpoint ? Can it be reckoned on the same footing 
with gas-works, water-works, or railways as a dividend 
producer? Most decidedly it can, and perhaps no people 
recognise the future of electric lighting more than the 
gas companies themselves. The American Gas Direc- 
tory states that the gas companies are operating 32,000 
arc lights and 140,000 incandescents. In one year these 
companies have increased their ownership in electric 
lights nearly 50 per cent., thus showing their belief in 
the earning power and permanency of the electric 


light. Hitherto, the ratio of expansion of business has 


been put much too low; in consequence, stations have 
been built on far too small a scale, necessitating, after 
perhaps only a couple of years, an entire reconstruction 
of premises and plant to meet the ever-growing demand 
for electric lighting. Cheap and scratch plants will 
never pay a dividend in the long run. To be profit- 
able, an installation should be furnished with standard 
types of engines, dynamos, and apparatus that are 


not likely to become old-fashioned for many years to 


come. 


By not, at the outset, building a station on a plot 
of sufficient area, as patrons increase the plant has to 


be added to until the place is crammed in every corner 


with a perfect chaos of machinery, and presents what 
Mr. Sunny concisely calls an exhibition of engineering 
gymnastics. This kind of station is a financial success, 


working always at its maximum output, until the de- 


mand exceeds the supply, and it becomes necessary to 
rebuild. The rebuilding means, in many cases, selling 
off the old machinery at an enormous sacrifice, and the 
complete loss of all investment in foundations, &c. To 
prevent such loss in the future, would it not be better 
to build the majority of central stations on such a scale 
as will meet the anticipated requirements of electric 
supply at the end of 20 or 30 years ? 
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étant Mr. A. RECKENZAUN'S paper on 
Engineering on Electric ** Electric Locomotion,” read before 

Tramways: the Society of Arts in April, 1887, was 
probably the most complete exposé of the state of the 
art at that date; therein the subject was considered 
mostly from a mechanical engineer’s standpoint, great 
care being taken in revealing the advantages or dis- 
advantages of certain mechanical details. It was shown 
that the spur gearing on certain continental electric 
cars had worn out in a remarkably short space of time, 
and that the engineers attached to these lines were 
puzzling their brains over the best forms of gearing for 
electric cars. Six months later Mr. Reckenzaun read 
another paper entitled “Electric street cars, with 
special reference to methods of gearing,” before the 
American Institute of - Electrical Engineers, which 
evoked an interesting discussion and a variety of 
opinions. That the problem of the mechanical trans- 
mission of power between the motor and axle of a 


tramcar is still a long way off its solution is evidenced. 


by the report of Dr. W. L. Allen presented to the recent 
Convention at Buffalo. On four Sprague cars, each 
running 90 miles a day, there were worn out, within 
six months ending October Ist, 1890, 14 pinions, 6 spur 
wheels and 26 bearings of various kinds. On one of 
the Thomson-Honston electric railways, running 150 to 
200 cars there occurred 158 cases of disablement, from 
purely mechanical reasons, during 14 consecutive days. 
This would point to the fact that mechanical engi- 
neering on electric railways offers a wide field for 
' research and improvement. There are, on an average, 
six cars disabled mechanically to one electrically. 
Altogether, the figures are appalling, and we do not 
wonder that Messrs. Mather & Platt preferred to drive 
the axles of the City and South London locomotives 
direct, although, in this case, difficulties of another 
kind may become apparent, since the acute vibrations 
of the driving axles are communicated direct to the 
armature. In the-case of tramcars it is most difficult 
to apply motors of sufficiently slow speed, and gearing 
of some sort has to be used. 


: IN Mr, Esson’s presidential address 
on Industrialism to the Old Students’ 
Association, our readers will find avery able and in- 
teresting historical sketch of this important subject 
from the earliest to the present time. He makes a 
vigorous onslaught on socialism, State or other; and 
expresses a decided opinion that what is best in our 
industrial system is the result of individual effort. His 
statement, based on personal experience, that the work- 
ing classes in this country spend from 15 to 20 per cent. 
of their earnings on beer and tobacco, gives one a some- 
what startling idea of the improvidence of the British 
workman. We think, however, that Mr. Esson over- 
estimates the effect of Poor Laws in encouraging im- 
providence, since, according to recent statistics, con- 
siderably less than one-tenth of the poorest class in 
London avail themselves of State relief. Mr. Esson 
thinks that all changes in our industrial system are the 
result of evolution; the present system with all its 
defects being the best that the average human nature 
is capable of. With many other of our most advanced 
thinkers on this question, he looks upon co-operation 
as the goal to which we are tending; this being 
apparently the only practicable means of settling the 
ruinous contests between capital and labour. Mr. 
Esson’s address, we are sure, will be welcomed by all 
interested in the labour question, as a carefully weighed 
Statement of the case, by one who has the advantage of 


Industrialism. 


being practically acquainted with the various elements 
of the problem. 


THE custom, common to only too 
many journals, of inserting conspi- 
cuous paragraphs, which at first sight 
appear to be bond fide items of news, and which upon 
examination turn out to be advertisements, has become a 
scandal and a disgrace to present journalism. Our con- 
temporary, the Electrician, in a leaderette, calls attention 
to the case of the St. James's Gazette, a journal of some 


 Advertisement— 
fin de Siecle, 


_ reputation, in whose columns appear, under the dis- 


guise of original matter, the advertisements of an “ emi- 


nent” medical electrician. The paragraph referred to 


points out that this is a clear case of imposture, and 
more discreditable to the journal than to the adver- 
tiser. We are glad to see the Electrician join, although 


somewhat late in the day, in an attack upon this dis- 


reputable phase of journalism. 


sondes oaks aie de IT is sad to see to what extent the 
allowed to urge on their wild career unchecked. In 
the last issue of a weekly contemporary entitled the 
Practical Engineer, which, however, belies its name in 
this instance, we find that famous note culled from the 
London Day by Day ” columns of the D.7., which has 
immortalised Earl Pouleit and his yacht. If it had 
given our daily contemporary the credit of orginating 
the wonderful story of accumulator explosions nothing 
need have been said, but the paste and scissors gentle- 
man has so far forgotten his mission in life that it 
appears as an editorial note in a technical journal. 


IN a leading article devoted to the 
opening of the City and South London 
Railway, one of our contemporaries seems to have gone 


Clear Off the Track. 


off at a tangent. Witness the following :—‘ We very | 
much regret to hear that Messrs. Mather and Platt have 


contracted to run the trains at 34d. per train mile for 


two years. This system has proved disastrous in both 


electrical and other mechanical tramway work, it has 
led to all sorts of complications and disputes, and has 
created antagonism where co-operation is essential. 
The local authorities themselves have not done so much 
harm to the development of electric traction as have 
tramway companies, who have tempted inexperienced 


_ inventors to make what they call demonstrations of 


their systems under this method of contracting at so 
many pence per car mile.” We fail altogether to see 
any cause for the state of mental perturbation into which 
the editor of our contemporary has fallen and which has 
partially obscured his usual clearness of perception. 
Messrs. Mather and Platt can scarcely be called inex- 
perienced inventors, and if they are satisfied that the 
power can be supplied at the price named, and the 
Railway Company accepts these terms, it is difficult to 
perceive why complications and disputes should crop 
up. With Dr. Edward Hopkinson’s large experience 
of the Bessbrook and Newry line, Messrs. Mather 
and Platt are doubtless perfectly justified in the 
policy they have adopted, for our contemporary 
seems to forget that the previous electrical work in 
which “this system has proved disastrous ” has always 
had the accumulator as the unknown quantity in the 


problem. Moreover, so far as we have been able to — 


judge, the tramway companies have been the tempted, 
and not the Mephistophelian fiends who lure on mis- 
guided inventors to destruction ; but, then, perhaps we 
look at the same things through different coloured 
glasses, 


manipulators of paste and scissors are . 
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GOMMUNICATIONS FROM AUSTRIA- 
HUNGARY. 


[FROM A CORRESPONDENT. ] 


You have already announced the projected electric 
lighting of the Imperial Palace at Vienna, and the 
details have since been made known in semi-official 
circles. The installation, which owes its origin to the 
decision of the Emperor, will be completed by January 
Ist, 1891. It will not, however, for the present extend 
to the apartments of their Majesties, which will not be 
arranged for this purpose before next summer. ‘There 
will be put up altogether 4,000 glow lamps, with an 
illaminating power of 4 to 5 normal candles. They 
will be introduced in the large reception roomé, con- 
sisting of the Hall of Knights, the Ceremonial Saloons, 
and the apartments for strangers placed behind them ; 
the electric light will also extend to the great Ambas- 
sadors’ Stairs, the St. Stephen rooms, and a part of the 
old Imperial Chancery. The large Ceremonial Hall, in 
which the Court balls are held, will have 1,500 glow 


lamps. All the old chandeliers, which are at present 
fitted up for wax candles, will remain, and will serve 


as mountings for the glow lights, the electric leads 
being conveyed through wooden pipes well varnished. 

_ The electric lighting of the Royal Hungarian Palace 
at Buda, which, as I have already informed you, is 
likewise a decided matter, will not be carried out before 
next year, since it is feared that the adaptations might 


‘not be complete before the date when the Imperial and 


Royal family will take up their abode in the Buda 
Palace. Here, also, there will be used 4 to 5 candle 
glow lamps, about 1,500 in number, and, as in Vienna, 
they will be mounted like candles in the existing 
chandeliers. 

At Fiume, the International Electric Company is about 
to erect extensive electric works from which 100 H.P. 
will be taken by means of alternating current motors 
for working the newly constructed elevator. The con- 
cession granted to the city has already received the 
sanction of the Municipal General Assembly. But 


here, also, the gas company is preparing on an equally | 


frivolous pretext with those which I have described to 
you as having been raised at the Bohemian watering 
place Teplitz, to contest the right of the town to grant 


such a concession. I hope shortly to give you very in- 


teresting details on this question. | 

In the little South Hungarian town Karansebes, the 
electric works erected by the firm Schmidt and Peri- 
fasser at their own saw mills has come into action, and 
subscriptions for 500 lamps have already been taken 
up. This is the first electric works in Hungary for 
lighting a small provincial town, and has excited a 
lively interest in the neighbouring towns. It appears 
very probable that other Hungarian towns will shortly 
follow the example of Karansebes. 

The firm Müller and E‘nbeck, recently converted 
into a joint stock company, has also erected works at 
Baumgarten, near Vienna, for the manufacture of Tudor 
accumulators, and is about to open commercial and 
technical offices in Vienna. : | 

The management of the Royal Hungarian State Rail- 
way has resolved to introduce the electric light in their 
trains, and in the first place in the express trains. At 
present a train of eight carriages is being experi- 
mentally arranged for the electric light, and the results 
obtained will be accepted as decisive for the introduc- 
tion of this light on long-distance trains. The experi- 
ment will be carried out with accumulators supplied by 
the firm Müller and Einbeck. 


The Electric Light in Leamington,—A controversy. 


is in progress between the Corporation and Messrs. 
Chamberlain and Hookbam resp ecting the quality of the 
light supplied to the borough. The authorities refuse 
to pay, and the Birmingham firm demand 5 per cent. 
on the unpaid account, at the same time stating it is 
their intention to apply for a provisional order. 


A NOVEL COMBINATION ELECTRIC 
SWITCH. 


By Leur. SAMUEL RODMAN, Jon., U.S.A. 


IN presenting the following subject matter, I am led to 


believe that it may possess sufficient interest and value 


to warrant at least a passing glance from the readers of 
the Electrical World. Hardly a day passes but some 


new design in the way of a double or single pole switch 


is brought ont. The one which I have devised, and 
will describe, is neither, but may better be called a 


continuous combination switch. 


As it possesses certain characteristics different from 
other switches, I shall first go into a little preliminary 
detail, in order to make clear its functions and working, 
Referring to fig. 1, let A represent a strip of metal, and 
b, b', b", b’” and b” metallic springs, so arranged that 
when A is moved up or down in the direction of the 


arrow, it will successively touch the metallic springs, © 
- bto D", until it reaches a position indicated by the 
dotted line enclosing A’, when it will touch all five of | 
the springs, b, b’, 0", b” and 6b". Move the metallic 


| 


- 


Fie. 1. Fra. 2 


strip now to the position indicated by the dotted lines 
enclosing A", and it will be seen that it will slide past 
the metallic springs in the same order that it moved on 
tothem. So, taking the movement in detail, we have 
the metallic strip first touching the spring, b; then b 


and 6’; then J, D’ and b" ; then J, D’, b’ and then 


b’, b", and b"; then b’, 6", and.b” ; then 2”, and 


then and b"; then 0", and finally sliding past 


all of them. 


Referring to fig. 2, let C represent another strip of 


metal, and J, b’, b', and Pb”, as above, metallic springs. 
Move C in the direction of the arrow to positions 
indicated by the dotted lines enclosing C’ and C’, and it 
will be seen that it will successively touch the metallic 
springs from b to b’", and will slide past them in exactly 
the reverse order from 5’ to b. Taking this second 
example in detail, we have the metallic strip, ©, first 
touching the spring, b ; then b and 0’; then b, d’ and 
then b, D’, b" and ; then b, D’, D”, and then 
b, and b” ; then b, and b" ; then à and ?’ ; then 
b, and finally sliding past all of them. 

By giving different shapes to the metallic piece 


which slides on and off the springs, other different 


combinations could be brought about; but the two 
general cases given will show that for the five springs 
taken there are nine different combinations of contact 
between the metallic piece and springs ; or taking the 
more general case, and letting n represent the number 
of metallic springs, the different combinations of 
contact between the metallic piece will be represented 
by the general expression 2n—1. | 
For a simple case to show how such an arrangement 


as I have described will apply as an electrical switch, I 


will refer to fig. 3, which represents a dynamo, one 
pole of which is connected to the metallic strip and the 
other to one terminal of each of a group of five lamps, 
the other terminal of the lamps being each connected 
to one of the metallic springs, >to >’, as in fig.1. Now, 
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suppose A to be moved in the direction of the arrow 
head, and, from contact with b, Jamp © will burn ; then, 
from contact with à and D’, lamps C and C’ ; then, from 
contact with b, b’ and D”, lamps ©, 0’ and ©’, and so on 
until A has moved past the springs and no lamps are 
burning. By this arrangement, then, we have 1, 2, 3, 
4, 5, 4, 3, 2, and 1 lamps burning, or, in other words, 
we have varied the intensity of the light gradually and 
continuously. The éxample taken of the continnons 
gradation of light is presumably the simplest case. 
Many other applications may be made, substituting for 
the single lamps different coils of a shunt-wonnd 
dynamo or motor, or groups of lamps. 


| Lo | 


&] 
C ui Cc” Cc’ 


Fra. 3. 


The number of metallic springs chosen in the figures 


is five, but it can readily be seen that by increasing the 
size of the metallic strip A, fig. 1, and ©, fig. 2, almost 
any number of metallic springs can be accommodated, 
and also a greater number of circuits controlled con- 
tinuously and successively. 


1 


Fig. 4. 


As a suggestion to those interested in the subject, I 
would propose the use of such a switch in connection 
with a shunt-wound motor on electric cars, in order 
that the current from the main dynamo may be thrown 
into the motor coils successively, increasing gradually 
the number of ampére turns, and possibly overcoming 
the difficulty and strain experienced in starting a 
heavily loaded car from a state of rest, and lessening 
the number of burnt-out armatures. By the use of 
such a mechanism no resistances are necessary, but the 
increments of current are supplied successively by a 
Simple mechanical arrangement. 

To resolve the mechanism above-described into an 
electrical switch, I simply make one mechanical change, 


and that is, to transform the motion of translation of 
the metallic piece A, fig. 1, and 0, fig. 2, to a motion of 
rotation about an axis, and the following description of 
the switch will be sufficient explanation :— 

A cylinder of insulating material having a metallic 
axis is first made. A thin flat metal strip shaped like 
A, fig. 1, or ©, fig. 2, is then cut out and wrapped around 
tbe cylinder, the sides V, W and X, Y of A, and the point 
V and the side X, Y, of 0, coinciding with the two oppo- 
site circular edges of the cylinder, thus forming a 
helical plate. The plate is secured to the cylinder by 
metallic screws which project through toa good contact 
with the axis. The latter revolves in a metal bed or 
bushing, and is held firmly by caps. The whole 
arrangement is set in a box of peculiar construction, as 
shown in fig. 4. The metallic springs are attached to 
the bottom of the box, and press firmly against the 
cylinder. On the under side of the box are binding 
posts, one to each metallic spring. The terminal of the 
dynamo is led in through the bottom of the box and | 
screwed to the metallic strip shown on the right side of 
the box. This strip is maintained in metallic connec- 
tion with the helical plate on the surface of the cylinder 
by means of the metallic bushing, axie, and screws con- 
necting the helical plate with the metallic axis. The © 
screw seen at the top of the box is intended to fasten 
the whole arrangement to the wall. It will be seen 
that the box can be readily closed and opened without 
removing it from the wall; also that by taking off the 
caps over the axis of the cylinder the latter may be re- 
moved and the switch thereby rendered inoperative, so 
that the connection of the wires will not be attended 
with any danger. I think, at least, it can be claimed 
that the whole apparatus is very simple for one which 
combines so many different functions in so small a 
space. 


_ THE CIVILIAN ELECTRICIAN IN MODERN 


WAR. 
By Lieut. BRADLEY A. FISKE, U.S.N. 


I BEG to propose for your consideration this evening 
a plan by which, in time of war, all the electrical re- 
sources of New York, both in supplies and in men, will 
become at once available for the defence of the country 
and the city. | | 

It is well known to all here that electricity has come 
into use as one of the great factors in warfare, both on 


sea and shore, not as an adjunct merely, as for lighting 


ships and forts, but as a vital element in the handling 
of weapons in actual battle, and in the construction of 
new instruments which accomplish things heretofore 
impossible. 

I desire to recall to your recollection a few of the 
most important uses to which electricity is now put in 
warfare, to indicate some of the probable paths of 
future development to show that it would be impos- 
sible for our regular navy and army to adequately 
handle the vast electrical work that would have fo be 
instantly done in time of sudden war, and to suggest. 
a plan for coming to their assistance. | 

The science of electrical engineering is now recog- 
nised as one of the most necessary of the practical 
sciences of the world. It stands out as distinct and de- 
fined as the science of medicine, or the science of 
astronomy, It enters into thousands of the depart- 
ments of daily life, but into no other department is it 
used in so various and important ways as in warfare. 
This is so much the case that the prophecy is some- 
times ventured that in the near future nations will fight 
by electricity. Though this, like all extreme state- 
ments, requires modification, yet the number of ways 
in which electricity has come to be applied within the 
last eight years is calculated to inspire the liveliest an- 


* A paper read before the N.Y. Electrical Society, October 23rd 
1890. 
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ticipations as to the developments of the next eight 
years. No vessel pretending to modern equipment 
goes to sea without a complete electric plant for fur- 
nishing light.: This light is so much more suited to 
ship life than any other light that we now wonder that 
we ever went to sea without it. The electric motor is 
coming into use for ventilating ships, and it is begin- 
ning to be used for training guns and the hoisting to 
the deck of shot and shell. The best- and the most 
accurate results at target practice are attained when the 
guns are fired by electricity. Range finders give the 
gunner constant knowledge of what he must know, 1.e., 
the distance of the enemy. The best means of night 
signalling, and the one adopted in nearly every navy 
in the world, is by means of incandescent lights. The 
electrical search light is almost as much a feature of the 
equipment of a modern war ship as are her guns and 
her torpedoes. In the actual use of the Whitehead and 
Howell torpedoes electricity plays an important part. 
The telephone is now coming into use for ship work, 
and will unquestionably supplant the speaking tube, 
which is acknowledged in all navies to be unsatisfac- 
tory. In fact, we find all through modern war ships 
an increasing use of electricity. The reason is clear. 
The modern war ship is the most intricate, tremendous 
and powerful machine existing. In no other equal 
space can be found so many, so various, and so im- 
portant kinds of apparatus. Everything must be done 
which will put her absolutely within the grasp of the 
captain. She must respond at once to his command, 


- and her whole strength and power must be his, as 


though she were a part of him. Ensconced in his 
armoured conning tower he must be the brain of the 
gigantic body. Electric wires must convey instant 
tidings to him from her innermost recesses, and elec- 
tric wires flash back from him the inevitable com- 
mand. In this way only can a modern ship, no matter 
how large, how strong, how heavily armoured, or how 
swift, completely fulfil her mission and be a perfect 

What is true of ships is equally true of forts. The 
power of ships’ guns has so increased that it has become 


necessary to protect shore batteries by iron and steel 


instead of ‘masonry, as in the days not long gone by, 


and, in addition, to use disappearing carriages wherever. | 


it can be done. Disappearing carriages, as is well 
known, are 80 arranged, that the gun disappears below 
the parapet of the fort when the gun is fired, and re- 
mains out of sight and safe during the operation of 
loading, so that it is exposed only for a short time when 
it is raised to fire. Now, without the aid of electricity, 
a very considerable time would elapse, even after the 
gun was raised, before it could be fired, because the gun 
would have to be trained in the proper direction and 
be elevated to the proper degree for propelling its pro- 
jectile over the distance between it and the enemy. To 
estimate this distance and make the proper adjustments 
would entail delay, and would be absolutely impossible 


if smoke obscured the target, as would be the case a 


great portion of the time. But electricity, acting 
through the medium of the position finder, gives the 
gunners continuous information of the distance and 
direction of the enemy, no matter how thick the smoke, 


so that they know exactly what to do before the gun is. 


raised to fire. of | 
Electricity, furthermore, gives the commanding officer 
complete control of all the different groups of guns and 
mortars in his fort. Noting the progress of the action 
from a station aloof from the smoke and noise, he can 
direct the concentration of as many batteries as he 
thinks best on one ship, or can disperse the fire as much 
as circumstances from time to time dictate. | 
For the handling of the monster apparatus used in 
forts, the guns, the carriages, the ammunition, elec- 
tricity is rapidly coming to the front. Some power 
must be used, since the muscles of men are too weak. 
Hydraulic power has been used hitherto; but formany 
purposes electricity has the same advantages over hy- 
draulics that have caused its unprecedented advance in 
the other departments of engineering throughout the 


world ; while for repelling a night attack from ships, 


the search light has been found, by repeated trials in 
the naval manœuvres abroad, to be simply indispensable 
to the land defence. : 


For military service in the field there is not an army. 
in the civilised world that has not its military. tele- 


graph service. Onegreat cause of the suddenness and 
completeness of the German victory in 1870, was the 


rapid mobilisation of the Prussian army, and its appear. © 


ance on the frontier ready for battle. Now the 


splendid efficiency of the telegraph service in the 
hands of the military authorities made this possible, . 


Nothing is more important in warfare than despatch in 


moving the enormous bodies of men, of which modern. 


armies are composed, with all their ammunition, equip- 
ments, and numberless accessories. To move aquarter 
of a million men to the frontier in a single day, means 
a good deal ; and to manceuvre so large a body of men 
with such precision and rapidity that no one division 


shall have to wait for any other division, simply cannot 


be done without electricity. 
But the most immediate and important use of electri- 


city in the defence of a coast is in the submarine mine 


or ground torpedo. Defending a harbour with sub- 
marine mines is simply carrying out with more or less 
elaboration a system by which a large number of water- 
tight tanks, each holding from 100 to 1,000 lbs. of gun 
cotton or other explosive, are anchored in carefully 
defined positions, and connected by armoured electric 
cables with protected operating rooms, in which are 
batteries, measuring instruments, &c. The more com- 
plete mines have usually floating above them automatic 
circuit-closers, in which two contact points are joined 
together by a passing ship, and thus afford a passage 
for the electric current to the fuse in the torpedo. 

Now these mines are some of them exceedingly large 
and heavy, and the electrical apparatus, while simple 
to the mind of a trained electrician, yet must be made 
and adjusted with great care. The torpedoes as a 
system must be constructed, laid down, and connected 
to the operating rooms on shore by long and heavy 
armoured cables. The operation of practically planting 
and connecting the necessary submarine mines for New 
York would be a stupendous undertaking. Kindly 
bear this in mind until I recur to it again. | 


We have now seen, after a rough survey of the sub- 


ject, that electricity has already acquired an acknow- 
ledged position in the art of war, and that the uses to 
which it is put are not trivial ones. Electricity is not 
used in warfare as a convenience, nor is it a fad of 
theorists ; it fires the guns, it discloses the stealthy 
approach of the torpedo boat at night, it directs the 
proper elevation of the guns; in fact, it does good, 
honest, practical work. But note this point also: in 


every one of these applications of electricity we have to 


pay, in one way, for what we get, by studying the ways 
in which electricity will work for us. We cannot 


- expect electricity to work for us unless we treat her 
' properly. We cannot handle electrical apparatus with 


carelessness and ignorance, and expect that it will work 
when we need it. In other words, we find in warfare, 
as in everything else to which electricity is applied, 
that electricians are useful. This remark doubtless 
seems absurdly commonplace, but it is intended to 
suggest that, in war time, electricians, even civilian 
electricians, may suddenly become very useful to the 
Government. A captain of a fine ship might lose an 
action from simply a lack of knowledge as to some 
electrical appliance on his part, or on the part of some 
subordinate ; some small accident might break a circuit 


just at a critical juncture, which might prevent the - 


communication of an order, the receiving of informa- 
tion, or the firing of a torpedo at a crisis ; and yet the 


cause might be such, that a man with even a very slight . 


knowledge could remedy the difficulty in a second by 
the mere pressure of his finger ; but that pressure not 


being given, the action might be lost, and from that 


cause alone. 
Let us now glance at some of the other uses of elec- 


_ tricity to which it would probably be but in case of an 
attack upon New York. There can be no reasonable | 


doubt that Lay torpedoes, Patrick torpedoes, Sims- 
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Edison torpedoes, and Halpine-Savage torpedoes would 
come to the front at once. The enemy’s fleet being 
daily expected off Sandy Hook, we should see the advo- 
cates of these systems, under authority of the general 


government, preparing stations at Coney Island, Sandy : 


Hook, and elsewhere, for the launching of their dread- 
fal missiles against his ironclade. The question of 
ballooning, both for observation and for the dropping 
of explosives on his decks, would be taken up at once, 
and the electrical world would be agitated anew over 
the question of balloon propulsion by electricity. Elec- 
tric launches, ranged to carry torpedoes, would be fitted 
out to noislessly steal out at night on their errands of 
destruction. Electric picket boats of smaller size, 
perhaps, would scout the waters in pursuit of informa- 
tion, or to convey despatches ; electric submarine boats 
would spring into being by the dozen, and, filled with 
adventurous spirits, would seek the enemy, secure from 
detection below the surface of the sea, and carrying 
enough explosives to utterly destroy the proudest war 
ship of the world. | | | 
It will now be apparent that in the case of a sudden 
war (and most wars are sudden), there will be an im- 
mense amount of work to be done in the electrical line 


alone. Could our regular army and navy do all this 


work in the time alfowed? It is probably known to all 
here that our regular army and navy are simply a 
nucleus around which fighting forces could be formed. 
They are so small as regards both officers and men, that 
they can barely carry ‘on the work in time of peace, 
and would be wholly inadequate in time of war. We 
should not have enough battle ships, monitors, cruisers, 
or torpedo boats; we should not have enough forts ; we 
should not have enough sailors; we should not have 
- enough infantry ; we should not have enough artillery ; 
we should not have enough electricians. Take: the 
single matter of laying out and connecting up the sub- 
marine mines in New York harbour. This is an area 
covering many square miles, in parts of which the 
mines would be placed at frequent intervals; every 
mine being accurately secured in its designated place 
and connected by cable to the operating room, perhaps 
miles away. The mere labour of constructing, fitting 
and filling one mine, and afterwards taking it out into 
the harbour and lowering it into place, with all its con- 
nections, is no small task ; and what can be said of the 
task of doing thia with hundreds of submarine mines? 
Then the work of properly arranging the various cable 
connections, testing apparatus, firing apparatus, &c., 
necessary for the efficient action of the mines would 
follow. The Board on Ordnance and Fortifications 
have designed all the torpedo defences, but they will 
not be in practical operation, probably, for many years, 
and a war may come meanwhile. But it is certain that 
on the outbreak of any war an immense amount of this 
work would have to be immediately done, because we 
will never keep the submarine defences of New York 
harbour on a war footing in time of peace. 

The Navy Department would be even more hurried. 
We should certainly be called upon to commission a 
great many war ships, and to equip as commerce de- 
stroyers a great many merchant steamships ; weshould. 


have to do all the things that we did on the outbreak 


of our last war, and in addition, we should be con- 
fronted with the necessity of fitting all kinds of fine 
apparatus, the necessity of fitting electrical appliances 
of all descriptions, besides securing gun-circles in place 


with mathematical precision, and of accomplishing all 


the manifold fine work that is required with the ord- 
nance, navigation and engineering equipment of a war 
ship of the present day. And as to fitting on merchant 
Ships, who is going to fit them out? This operation 
requires technical knowledge. Who has it ? How many 


of the merchant steamship captains would be able to 


install and manage a battery of even Hotchkiss or 


Driggs-Schroeder guns, or could remedy an accident to. 


either gun or ammunition ? ; 


_It being apparent that the regular army and.navy in 
event of a sudden war would be unable to handle all 


the electrical work that would certainly be thrown 
upon them, I will propose the formation of a corps of 


naval and military electricians to assist the regular 
army and navy in its work. Such a corps might exist 


in every principal seaport town on the coast ; the prin- 


cipal one, of course, being the corps with headquarters 
in New York. Electricity being now a recognised 
factor in both naval and military war, and requiring 
expert electricians for its full development, there wonld 
seem to be just as much reason for an electrical corps 
in the National Guard of the State of New York as for 
infantry, artillery or cavalry. While the members of 
this corps would be men of technical knowledge, and 
while its sphere of usefalness in war would be becanse 
of that technical knowledge, it is obvious that the 


organisation should be a military one, and. that with © 


some modifications it should be governed. by the same 
principles as govern all military bodies, Being « 


military body under the Governor of the State, it conld | 


at once become available at the outbreak of war. 3 

- It would seem that this corps, like all other corps, 
should be composed of men of various ranks, subject to 
various duties. Many kinds of work would have to be 
done in war, and many kinds of men would be required 
to dothem. On the outbreak of war, certain members 
would naturally elect duty in the navy ; others in. the 
army. The most obvious and immediate employment 
would doubtless be in the torpedo defence of the 
harbour, under the direction of the general command- 
ing. And who can doubt the gratification which that 
general would feel, when suddenly ordered to defend 
New York Harbour, on finding added to his list of sub- 
ordinates a hundred or more capable electrical engi- 
neers, young, enterprising, accustomed to difficult elec- 
trical work, familiar not only with electricity .in its 
technical features, but also acquainted with the elec- 
trical people of New York, with its factories, its places 
of business, and its methods of business. These men 
would become available in a day, and could be at once 
set to work in carrying out the details of the vast. and 
complicated system. Their work need not be confined 
to that purely electrical in character, because every elec- 
trical engineer is, by training and of necessity, a. 
mechanician, and every sort of apparatus would be 
readily understood by bim, and a very slight training 
will make him master of it. Those members volan- 
teering for naval work would be equally useful. The 
ordnance officer at the Navy Yard would suddenly find 
himself overwhelmed with a mass of work which he 
would-be utterly unable to carry out without the assist- 
ance of some such sort as this. And for the reason that 
electrical engineers are of necessity mechanicians, a 
great deal of technical work could be entrusted to 
them, such as the arrangement and fitting of gun 
carriages, the storage of ammunition, the assembling of 
guns, &c. Their more immediate and obvious field, 
however, would be the installation and fitting of electric 
lights, .motors, telegraphs, telephones, and other elec- 
trical appliances on board the vessels of war suddenly: 
called into requisition. In the matter of fitting out 
merchant steamships their usefulness would be 
at once apparent. The number of regular officers 
would be found utterly out. of proportion to the 
number of ships; the whole navy would have 
to undergo an expansion. Only a very few regular 
officers could be assigned to each vessel; so that 
the majority of officers would have to be volunteer 
officers, as was the case in our Civil War. During the 
first part of the war the command of the different. 


vessels would naturally be intrusted to regular officers 


leaving the other positions to be filled by volunteers. 
Now, as the commander of a ship is head of all the de- 
partments of a ship, he cannot give much personal 
attention to one special department. Therefore, the 
general arrangement and fitting out of all vessels, both 


regular war ships and merchant steamships, would have . 


to be largely entrusted to volunteers in all that relates 
to the electric and ordnance equipments. Now, as the 
work of fitting out sbips with electric and ordnance 
equipments calls for technical knowledge and expe- 
rience of a high character, it is obvious that a corps of 
well-trained : technical men, snch as here suggested, 
would be more than useful, they would be necessary. 
ç 
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A further field for employment of such a corps in time 


of war is suggested. by the fact that the genius of our 


people tends towards constant invention and improve- 
ment of all sorts of machinery and apparatus, and our 
history has shown that every war has brought into 
being many inventions in weapons of defence and 
offence. Can it be doubted, then, that any future war 
would produce more such inventions ? And in view 
of the great progress of electrical science since the last 
war, and in further view of the large number of elec- 
tricians in New York, can it be doubted that many of 
these inventions would be electrical in character ? 
Under the stimulus of a national peril, and with the 
resources of New York at command, it is certain that 
important and noved warlike applications of electricity 
would at once spring into being. And while our re- 
gular forces of both army and navy were employed on 
their specific duties, what more natural than that some 
new Ericsson should arise, and some new “ Monitor,” 
or other craft, startle the nations ef the world ? There- 
fore, besides the obvious uses to which such a corps a8 


this might be placed, there are other uses, no less im- 


portant, of inventing, constructing and using weapons 
of defence, the nature of which we cannot as yet even 
faintly conceive. And as few heroes of our late war 
go down to history with more glory than has Ericsson, 
80, perhaps, our next war may produce some electrician 
now unknown, whose fame will outlive the ages. 


__It would seem as if such a corps as this could be 


formed under existing laws, and that there would be 


_nodifficulty in enlisting members. The attractions of 


the Naval Reserve and of the National Guard. ‘seem 
sufficient to induce a large membership in the different 


regiments, and there is no reason why membership in 


an electric regiment should not be equally desirable 
and confer equal distinction. The qualifications for 


entrance as regards education and intelligence, would 
_ be greater than those for any other regiment, corps or 


battalion. Its military and naval usefulness would be 
acknowledged, and its position in all respects would be 
one of dignity. The larger the membership, the better, 
provided, of course, that due care be observed in ex- 
cluding undesirable persons, The whole electrical in- 
fluence of New York and of the country would beat its 
back, with all its millions of dollars and its men of 
world-wide fame ; and there is no reason why it should 


not acquire a national influence. The course of instruc- 


tion could be readily carried out, embracing the naval 
and military applications of the purely technical science, 
with which the members are already familiar, instruc- 
tion being given by regular navy and army officers 
detailed for the purpose. This instruction would 
naturally embrace the construction and care of appa- 
ratus: It being presupposed that there are different 
ranks in this corps, the system of instruction will 
naturally differ with the different ranks. With the 
higher ranks, it would naturally embrace the theory 
and practice of gunnery, navigation, including com- 
passes, and seamanship. Steam engineering would 
probably not need to be taught, it being assumed that 
the members require very little instruction in that 
branch. For the lower ranks the scheme of instruction 
need not include much more than the handling and 
care of the different apparatus. .On the outbreak of 
war the members volunteering for the different services 


could be subjected to certain examinations, and their - 


rank determined by the proficiency exhibited. As to 
the details of organisation, uniform, &c., these need not 
be entered into here, as they can obviously be settled 
at any future time. My only purpose now is to propose 
to you a plan for meeting an emergency, which may 
some day arise. I would hazard the suggestion that the 
corps or battalion should at first include about 250 
members, and that it should be officered, uniformed 
and drilled in much the same ways as the other corps 
of the ‘National Guard. I would even advocate a cer- 
tain amount of infantry drill as a means of instilling 
the military idea. Occasional runs in the torpedo boat 
Cushing, and frequent short trips out to' sea for target 
practice in modern war ships, would be essehtial. 
There would be considerable work, but there would be 


many compensating social and other advantages, | 
have ventured with much diffidence to put forward this 
idea, but earnestly hope that you will think it worthy 


_ of earnest consideration. My only excuse for broach- 


ing it is that it has been in my mind for many years, 


that it has been commended by every man to whom 1. 


have spoken about ‘it, and that I have been urged to 
bring it to the attention of the electricians of New 
York. | 


THE PARIS TELEPHONES. 


THE new service of telephoned messages began working 
on the 3rd inst. On the morning of that day, the 
Administration of Posts and Telegraphs posted up the 
following notice :—“ On and from the 3rd November, 


1890, the public is allowed to send telephoned messages 


to any address included in one of the streets situated 
between the Seine and the grand boulevards. The 


price is fixed at 50 centimes per five minutes’ occupa- 


tion of the cabin. The length of occupation is limited 
to a maximum of tén minutes, when others are awaiting 
their turn of communication. For the transmission of 
messages, communication can only be demanded directly 
by the sender.” Thus a telegram can now be tele- 
phoned, provided one is within the radius served by the 
ten telegraphic offices situated between the Place de la 
Concorde, the Séine, the grand boulevards, the Place 


de la Bastille, and the Boulevard Henri IV. He can 
telephone from any point, but only messages for persons: 
living within the above-mentioned: radius will be 


admitted. If this attempt succeeds, it will be succes- 
sively extended to the rest of. Paris, and also to the 


suburbs. | 


The following are a few details of the new central — 


telephone office which is being built on land between 
the Rues Gutenberg, Jean Jacques Rousseau, and du 
Louvre, with its principal frontage to the Rue Guten- 
berg. The ground floor will serve as a standing place 
for the vehicles of the postal authorities. On each of 
the four floors will be found a large hall, 60 metres 
long by 10 wide. In these halls will be placed the 


apparatus, which will enter the building in the cellar 


through the sewers, and will be distributed between 
the four floors, which will share the telephonic trans- 
missions and receptions of the four zones of Paris. 
Our Parisian contemporaries keep up a running fire 
of comment, sarcastic and otherwise, on the telephone 


working in Paris. One of them, for instance, relieves 


itself as follows :—The service of pneumatic tubes is 
decidedly as defective as that of the telephones. It is 
thus that a carte-télégramme registered at 11.35 on 


Friday morning at the Bourse office, was delivered at 
five minutes past four in the afternoon at Montrouge. © 


This fact is noticeable at a time when the trial of tele- 


phoned messages is going to call upon the deplorable 


services of the telephones and the pneumatic tubes to 
lend assistance. | 
There has also appeared in the Journal Officiel a 
decree which creates, for the night, a conversation 
tariff at reduced price in the interurban correspondence 
servicé. This tariff is fixed per unit of telephonic 
Conversation, and per 100 kilométres or fraction of 100 
kilométres of distance between the points joined by 
the telephone line, at 30 centimes for ordinary con- 
versations, and at 20 centimes for conversations by sub- 
scriptions. | 
and at a fixed hour for a five minutes’ conversation for 
a circuit specially designed, the minimum duration 


being one month. The subscribers obtain communica- 
tion at the precise moment provided there is not a con- 


versation on between two other persons. The time hot 
used at one conversation cannot be carried over to 
another, save and except the non-use be due to an inter- 


ruption of the service. After a first interruption of the 


service of 24 hours, there is to be returned to the sub- 


‘’scriber, for each further period of 24 hours, a thirtieth 


The subscription includes the daily use 


ess 
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“of the;amount of. the subscription. : The: cirenits over 
{ whichithis7reduced tariff is to be applied and the hours 
-duringiwhich the conversations may take place under 
‘this decree will be determined by ministerial warrant. 


t 


WAY MEN AT BUFFALO. 


“ELÉCTRICAL engineers have again been enthusiastic 
over the cordial reception they received from the 
American Street Railway Association, which held its 
ninth annual meeting at Buffalo, N-Y.; during the week 
ending October 17th. Mr. Thomas Lowry presided 
over an assembly of nearly 500 gentlemen intsrested in 
every branch of street railway business, and he opened 
the proceedings with a pithy address, setting forth the 
general progress of tramway building and tramway 
working in the United States. Mr. Lowry pointed out 
that in the smaller cities -électricity is generally being 
adopted, and there are ‘already about 1,600 miles of 
electric railwayeain operation ; but municipal corpora- 
tions in the large cities, with the exception of Boston, 


are slow to grant new privileges. He hoped, however, 


that when the people understand clearly the great 
benefits of .rapid transit, by electricity or other im- 
proved motive power over horses, they will demand 
that their city authorities grant such rights as will 
enable street railway companies to operate by the most 
approved methods. From these remarks of the Presi- 
dent one would nafurally infer that in large cities elec- 
tric traction per se ‘has been objected to, but we know 
it as a fact that such is not the cadjyand that systems 
devoid of overhead conductors havésactually been en- 
couraged by the authorities who aré merely anxious 
to get rid of overhead wires.in general. 

The first commuication was a “ Report on Electric 
Motive Power :Fechnieallz: Considered,” by Dr, W, L. 
Allen; which fuily disgusses.-the various electrical and 
‘engineering details of an electrical railway. Thig Sa 
thoroughly practical: paper; showing up. the. defects 


hich have been made manifest::during prolonged - 


operation,.and it suggests sensible remedies in. several 
instances. The author gives a list of breakdowns which 
occurred at -various periods on one of the Thomson- 
Houston roads, and he shows:that most of these were of 
‘a’ mechanical nature. During 14: consecutive days in 
July last, out of 150 to 200 cars in operation, 26 were 
disabled through electrical defects, and 158 breakdowns 
of a mechanical nature occurred. From this it appears 


. that about 1 per cent. of the cars operated were dis- 


abled’ éach day from ‘electrical causes, and aboüt:6 per 
cent. from mechanical causes. As the report does not 


state the nature or degree of*électrical disablements, 


is not fair to assumé that they were all due to crippled 
‘armatures. All that can be deduced is, that a car may 
run 100 days without electrical repairs, and'‘onlÿ 17 
dye without mechanical repairs ; the cost ‘of ‘this ‘is 
no 


t stated. In the case of four Sprague cars*rurining 


on another road, the repairs for six months have cost 
$1,191. On these four cars ‘were worn out, 3 bronze 


pinions, 11 stéel- pinions, 6 spur wheels, 6 axle brasses, 


8 shaft’bearings,' 12 armature bearings, 180 carbon 
brushes, 6 trolléy wheels, and burnt out 3 field magnets 
“Public” and State Treatment of “Corporations,” 
formed the theme of*a paper by Mr. G. H.'Scribner ; 
this, though interesting, and, in some points applicable 
to our own municipal institution, scarcely comes within 
the province of ‘an electrical journal. Mr. 
read a paper on “The Edco Storage Battery, Car,” enu- 
merating the convenien¢es’of self-contained cars, and 
the disadvantages of systems having ‘overhead and un- 
conde There is nothin’ novel in’ th{s 
paper, and the figtifes“dn the cost df ‘traction by 
ef the Edco system are, of CÜurse,, The 
discussjon, however, brought forth the interesting fact 
t yarion Batte cars are now beitig’ intro- 
ucéd on several néw lines, and additiofäl ohes put on 


D. Bates 


Mr. Carrnthers Wain, of London, was one of the 


guests at:this Convention, and when called upon by the : 


President, gave.:a description:of the accumulator: ears 
-which. are being: tried on the Birmingham central 


tramways. ‘Hestated that during the time the electric 


cars Were in: process of construction, the receipts on’ the 
horse cars amounted to $600 a week. Immediately the 
‘electric cars wère put on, the takings jumped to $1,250 
a week, This was not due to any additional service, 
because it is precisely the same ; not to any increase in 
population, because it has not grown so rapidly, but 
simply to the fact that they had been able to put on, in 
“place of the wearisome horse’ tar, a :comfortable: car 
‘moving by electriè power.’ Mr. Carruthers Wain con- 
cludedin saying that: the question of’ profit on ‘the 
workings of the storage battery is not a matter of specu- 
‘lation, but is a matter of dead certainty. © 4 


-THE"PRESENT COMMERCIAL POSITION OF 


Ai 1° 


ELECTRIC LIGHT COMPANIES. . 


‘THE present. position of the varions English electric 


light companies, fromiza :commercial point of view, is 


not very satisfactory, and. the: thought ‘has not infre- 


iquentlytarisen ‘iñithe:minds of some shareholders as 
:o whether they might not have invested: their money 
to greater advantage..: It was, however, not to be eéx- 
pectedithat-during the-first few years of ' working the 
-dividend paying stage: would -bé reached, although, in 
‘two; instances, the statements made in the prospectuses 
. were ratkertoo :cbnfident of quick returns—a policy 
-which cannot be-toa strongly deprecated. Nevertheless, 
‘the different metropolitan companies are. now: settling 
‘down steadily.t6* work, and in the course of another 
ÿedr:or two,:it is possiblefthat thé: anticipations of the 
‘shareholders : will be réaliséd,: dt least, to a certain 
.It may, however, perhaps be interesting to review the 
present commercial position of the companies, and to 
consider -their future prospects. ‘Taking the London 
companies in the order of their share capital, the fol- 
lowing’ table shows -the names of the companiés, the 
nominal share capital,-the amount paid up, and the 
-approximaje: number of lamps .supplied, the figures 
being. obtained from the: latest available official 


— 
Approximate 
number 
Name of companys ---- |. supplied 
with. 
current, 
London Electric Supply Cor- | - 
poration ... | £1,250,000 | £654,690 | 40,000 
Metropolitan Electric Supply | 
Company... 500,000 201,583 | 40,000 
House-to-House Electric Light | 
Supply Company ... ... |-7~” 850,000 36,610 | 10,000 
Westminster. Electric Supply 
Corporation... : 300,000 | 18,000 6,000 
Kensington and Knightsbridge 
Electric Light Company ...| 230,000 | 49,780 | 20,000 
Chelsea Electricity Supply : | 
Company nn tee 100,500 50,000 | 20,000 
Notting Hill-lectric Light- | 
ing Company  …… 100,000 14,734 
St. James’s and Pall Mall 
Electric Light Company ... 100,000 26,090 | 21,000 


It has not yet been ascertained how much of the gross 
revenue is absorbed by working expenses, depreciation, 
&¢c., but these items are estimated by two companies to 
amount to about 50 per cent. of the total receipts. This 
percentage may possibly be considered to be high, 


being in fact slightly less:than the working expenses © 


on an ordinary railway, where they are naturally con- 
‘sidera 18: 5Thié annual incorñe derived from: an 8-C.P. 
damp. instalfed is*'variously estimated at from 10s. to 
14s.; or ati‘ayerage' of 12s. ; and-frôm an 8-C.P: to a 16- 
O.P’lamp, £1 per lamp. We''will, however, takeïan 
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average of these two, namely, 16s. per lamp installed. 
It will, therefore, not be difficult to — the 
average number of lamps which must be in use 
throughout the year to enable the companies to pay a 
dividend of 5 per cent. on the total paid capital, pro- 
viding, of course, that the working expenses, &c., do 
not exceed 50 per cent. of the gross receipts. For 
instance, the London Corporation would have to supply 
about 80,000 lamps, although, considering the excessive 
cost of maintaining such a huge station, this number 
would doubtless have to be increased by probably 
50,000 lamps. | 
The Metropolitan Company, with one-third less of 
paid-up capital than the London Corporation, would 
only have to furnish 30,000 lamps, while the House to 
House Company, with its present number of lamps in 
use, should afford a fair return at the end of the next 
financial year. The company, which is expected to 
yield probably the best return on the invested capital 


is, however, the St. James and Pall Mall Company — 


which, in a remarkably short period, has obtained cus- 
tomers to the extent of about 21,000 lamps. 

It might be supposed from the figures given in the 
table regarding the paid up capital and the present 
approximate number of lamps alight, that some of the 
companies are already in a position to declare a divi- 
dend. This assumption is, however, incorrect. The 


number of lamps stated are those which are at present - 


in use, but these must be the average for the year to 
yield any return ; moreover, since the figures concern- 
ing the paid up capital were compiled, more calls have 
been made on the shareholders. Thus the approxi- 
mate numberof lights which would have to be supplied 
as previously stated would have to be increased by, say, 
20 per cent. It may, however, be concluded that the 
commercial position of the metropolitan electric light 
companies is gradually improving, that in the course 
‘of a year or two the dividend-paying stage will be 
attained, and that the shareholders may rest assured 
that their investments are assuming a form of ee 


THE PRENTICE MAGNETIC CUT-OUT. 


THE accompanying illustrations represent a new mag- 
netic cut-out, which is being placed on the market by 
Mr. Napier Prentice, of Stowmarket, Suffolk. The cut- 
out comprises an electro magnet wound with wire, in- 


H 


Fie. 1. 


cluded in or taken as a shunt from the circuit to be 
controlled, the external wires being secured by the 
binding screws shown. These screws are arranged on 
conducting pieces, one being electrically connected 


with the conducting piece carrying the mercury cup on 


the right, and the other being similarly connected 
through the coil of the magnet with the conducting 
piece carrying the second mercury cnp. Into these 
cups dip the ends of the horizontal bridge piece, which 
is provided with arms carrying the armature. These 
arms are connected by a cross piece extending behind 
the vertical lever, which has a counterbalance weight 
at its upper end, and a tail piece constituting a kicker, 
The screw shown in front of the armature permits of 
tho position of the latter relatively to the end of the 


magnet core being adjusted. The parts are mounted 
upon a base of enamelled slate. When the normal 
current is passing, the armature, bridge, arms, and 
lever remain as shown in fig. 1; but on the current in- 


_ creasing abnormally, the electro-magnet attracts the 


armature and the cross piece moves the vertical lever 
80 that its weighted head causes it to fall over in such 
a manner that its tail end kicks the bridge and knocks 
it over into the position shown in fiy. 2, thus removing 


the contacts out of the mercury cups, and breaking the 


circuit. 


GOOLDEN AND CO.’S STEAM DYNAMO. 


WE illustrate in our present number a steam dynamo 
constracted by Messrs. W. T. Goolden & Co., which 
differs in some essential features from the common 
arrangements of dynamos, coupled as in this case to 
Willans engines. | 

The steam dynamo illustrated is one of a series con- 
structed for the St. John’s Wharf Central Station of the 
Westminster Electric Supply Corporation. It will 


- be noted that the overtype pattern dynamo has been 
adopted, this being, in the opinion of the makers, a 


superior arrangement in all cases of dynamos not ex- 


ceeding 50 kilowatts output, the armature being readily | 


removable without taking away any part of the field 
‘magnets, and the brushes, both upper and lower, being 

_ The dynamo itself has the field magnets of wrought 


iron, bored out to receive the armature ; these are bolted. 


to the bedplate, which forms the back yoke of the 
magnets. The bore of the fields is so arfanged as to 
allow a greater clearance at the lower part than at the 
upper, thus doing away with a slight downward pull 
due to unequal distribution of magnetism in the upper 
and lower half of the armature. io 

The outside end bearing of the dynamo is mounted 
in a spherical seating, to allow it to adjust itself in the 
event of uneven wearing of the different bearings, and 
prevent any strain being thrown on the shaft. 
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The armature is a special pattern of bar armature, 
which has been adopted by Messrs. W. T. Goolden and 
Co., the bars themselves being laminated, and connected 
at the ends by a “ solid built ” armature end composed 
of V-shaped radial strips, built and insulated with 
mica, after the manner of a commutator, in combina- 
tion with spiral strips, also separated and insulated 
with mica. | | 

The armature end built in this manner, which pre- 
sents the appearance of a solid disc, is mechanically 
very strong, and prevents the ingress of dirt or wet, 
which often affects the insulation at the ends. 

The field magnets are internally, as well as externally, 
ventilated. | 

The brushes are of Messrs. Goolden’s patent type, 
having screw feeds, enabling them to be fed forward 
whilst running, without unslacking any nut or screw. 
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2. The armature shaft and core were put in place, no 
windings being on, and running with the fields un- 
excited 992 I.H.P. was recorded, equivalent to 1°49 
I.H.P. for the shaft. | 

- (It is to be noted that this is excessive, as the bearing 
at the time was running hot.) a 

3. The core being in, the fields were excited, and 
11:56 I.H.P. recorded, the loss in the core being thus 

4. The armature was wound, and another test made, 
first unexcited then excited, and:deducting the value 
for the losses in engine, shaft and the core previously 


_ ascertained, the loss in Foucault currents in the bars 
was found to be ‘34 I.H.P. à 


The experience and experiments of Messrs. Willans 


show that the frictional loss in the engine is nearly in- 


dependent of the load. Hence, from the above figures, 


COMMERCIAL EFFICIENCIES OF DYNAMO AND STEAM DYNAMO. 


«LEP. reduced to watts. Output in watts. | : Efficiency. 
4 Loss in Tetul 1 Total loss | 
"lon of Lomin | Loss ia in Loss in | indynemo | volts. | Amjères.| Watts, of. 
fnll lond.| Shaft. core. —_currents, | resistance. | | dynumo. engine. dynamo. canine and 
1 290 | 1,220 | 254 | 1,820 | 660 | 4,244 | 6,300 | 105,44 | 120 | 375 | 45,000 | 91-2pc. | 81 p.. 
4 | 290 | 1,220 | 254 520 | 669 | 2,944 | 6,300 92,44 | 120 | 200 | 24,000 | S91p.c. | 72:2 p.c. 
} | 290 | 1,220 254 130 | 660 | 2,554 | 6,300 | 8,854 | 120 | 100 | 12,000 | 82:5p.c. | 675 pe. 


The following tests which have been made of these 
machines are interesting, as showing the proportion 
which exists between the various losses occurring in a 
steam dynamo of this class, and which is to be noted, 
that although the efficiences given are exceedingly good 


results, the engines and dynamos were perfectly new 


at the time of the tests, which were made for the 
makers own information, and not originally with a 
view to publication. — : | : 

The electrical data are as follows :— 

Volts, 120 ; ampères, 375 ; watts, 45,000 ; speed, 440 ; 
armature resistance, ‘013 ohms; resistance of field 
magnet coils, 21°4 ohms. 

Indicator tests of Goolden-Willans combination :— 

1. The engine was run, with the armature discon- 


nected, and found to absorb 8°43 1.H.P. when running 


light at 430 revolutions. 


the efficiency of the steam dynamo can be given for 
any load, and the commercial efficiency of the dynamo 
calculated for any output... | 
The table below shows the calculations tabulated, it 
being noted that the loss in the shaft friction has been 
taken at ‘39 I.H.P. (this value was found to represent 
an average in later tests, the above value being excep- 
tional, owing to the circumstances. mentioned, but the 
individual test being for a difference, this was unimpor- 
| 
| These calculations accord well with direct indicator 


*The loss in the core is probably considerably augmented by 


the fact that this dynamo was originally intended for 105 volts, 


but the field excitation. was raised to give 125 volts at the original 
speed, the induction being thus increased, the Mere, through 
= — and spider has been increased, thus causing eddy currents 
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tests. The dynamo giving 43,400 ;;watts; the, : ean 


as indicated':was. 80:4 per cent., and, when giving 


watts, the:efficiéncy was 72 per cent. f gt 

. Independent tests of these dynamos and engines atthe 
stations, supplying'eurrent to the Houses of Parliament, 
have been since made by Péof.'A. Kennedy, consulting . 
ehgineer tothe WestmiristerMlectric Corporation, giving 
even: better results than the; above. . The cémmmebrcial 


efficiency in some reached as high as 895° per: cent. | 


and 86 per cent. ; but as further tests are being carried 


_out.on the same machines, the: results are not yet com-'' 


plete.. 


~ 


THE NOMINAL LUMINOUS POWER OF CON- 
{INUOUS CURRENT ARC LAMPS. 
WE have long protested, writes the editor of L’Hlec- 
tricien, against the use of unsuitable or inaccurate 
terms, and vague designations which are only kept in 
use by custom and prejudice. By dint of repeating 
our assertions we may perhaps succeed in getting the 
matter taken up by others who are not the slaves of 
custom ; we shall therefore not fail to call attention to 
abuses of this kind whenever an occasion presents 


itself. We will, therefore, now discuss the (in our . 


opinion) deplorable custom of characterising arc lamps 


_ by their more or less nominal photometric power. 


In order to show how meaningless such designations 


are, we have drawn up a table from the books, cata- — 


logues and prospectuses of the chief. ‘industrial 
celebrities of both worlds, placing ppposite each inten- 
sity of current feeding a. Hé ‘ge amp, its Corres- 
ponding nominal photomed 


expressed in carcel burners to decimal.candles, con- . 
sidering the carcel burner to be equivalent +410 
decimal candles, although really, according to M. Violle, 
20 decimal candles = 2°08 carcel burners ; ; there is, con- 
sequently, a difference of 4 per cent. between the 
decimal candle and the tenth of a carcel burner, but 
our estimate will be — accurate for our F pur- 
pose. 


Table of Nominal Intensities of Arc Lamps according 
to the constructors. | 


4 | 
BD B.D. L'an | le lan: 
4 [= 280 |: 200 | 800 | 526. 
5 | 350 | 500 | 300 500 ss | 
6 1 350 |: 600 . 11,200 487 ‘@s 
... | 1,000} 456 |1,000,1,000 1,600! ... 600 1 000 
10 700 |1,400) 1,400) 1,500/2,000/ 1,000 700 1 425 
2,000! . 1,500 ...., 1,900 
| … | |8,000/3,000 … | … |.:.. |1,660) 3,000 
20 | 1,500 14,0004,000 ... | |3,000 1,980 4,300 
20,425 


(B. D. —(decimal LN. K nor mal caudie. 


‘ble figures in: this. table show that a. constructor, 
describing his machine as producing so many are 


In order. à 
facilitate comparison we have all the intensities 


0 and projects were ‘submitted by Siemens and Halske, 


lamps of so :many.eandles each, gives.,it.a designa- 
tion -which may pérhsps facilitate-its sale, but which he 
is practically:meaningless, since, with .4 given cur- m 
rent, the.qnality of the carbons, the distance between. ch 
them, their:,diameter,, &c., may;.cayse the. luminous. in 
intensity: 40 : vary considerably, its value being in some, — th 
cases even more than doubled. And wae, must not lose, ar 
sight of the fact tnat in arc lamps mounted in deriva., pl 
tion;: the available. potential at the terminals of the is 
larhp being from 43.44 45: volts, some installations :werk m 
at. 80 effective yelts,athars.at 75, 70 or 65, the difference. fi 
being absorbed at gmatter loss in a rheostat... st 
_. The same objections-may be raised.to.the mode: of | al 
| designating dynamos and transformers by the.pyxmber, Ic 
of incandescence lamps that they can feed. ‘Some. pon: h 
structors mean: lamps of 30 watts, others; lamps of; 40 4 
A dynamo or transformer should never ‘be designated h 
in any other way than according to the number of : c 
available ‘watts it can produce at a maximum normal | 8 
charge. | a 
Lastly, as regards accumulators, the statement of the b 
weight of.the plates conveys no meaning tous. We 0 
should like to see accumulators designated according to i 
their maximum normal output, in ampéres or in watts, i 
and according to their effective capabilities in ampére- i 
hours or watt-hours, for these are the principal r 
essentials, which together with their price and. t 
- duration, enable us to calculate quickly the number | f 
and the coupling of accumulators required for a given I 
instadjation, much more accurately than, the weight of I 
the | 
: ] 
( 
re ELECTRIC LIGHTING OF DRESDEN. 
A CORRESPONDENT. | 

WHAT is thought in municipal circles in Dresden on 

the present position of electric lighting is curiously 


illustrated by a report in the Teplitz Zeitung. 
On October 16th, this year, there was held a session 


_ of the Town Councillors of Dresden, the first item in 


the order of the day being to receive the report of the 
Chief Mayor, Dr. Stiibel, on the preliminaries for the 
municipal electric works as proposed for Dresden. It 
is known that after various explanations and negotia- — 
“tions ‘with: ‘Siemens tand Halske, of Berlin, and the 
German Edison Company of the same city, who had ¢ 
both submitted. calculated. projects, it was resolved by 
the Dresden Town Council, on May Ist, 1887, that 
electric works should be erected at the cost ‘of the city, 
to which resolution the muni¢ipal delegates gave. in 
their adhesion on May 26th of'the same year. nie 

- A mixed committee for this affair was then formed, 


‘Kummer and Co., and Schuckert and Co. The German. 
Edison Company had withdrawn its proposals. In the 
report of the Mayor-in-Chief, Dr. Stiibel laid before 
the above municipal session the erection of 4’municipal 
electric works for a maximum connection of 25,000 
glow lamps, and an outlay of 24 million marks was 
recommended. The number of the gas flames installed 
im Dresden consists of 6,300 street lamps and 175,000 
private lights. Consequently the proportion between 
electric light and gas expected by the Dresden autho- 
rities was 1 : 7. 

‘ At the meeting of representatives on October 16th, | 
‘1890, Dr. Blochwitz acted as reporter of the committee, 
which proposed that, The committee decline the pro: 
posals of the Town Council, and hesitate at present to 
undertake the erection: of municipal electric work, and 

refer to await the results of:the electric exhibition, to 
ke held at Frankfort-on-the-Maine in 1891;-and at the 4 
same time express the wish that in future, as in'all ex- 
tensive municipal undertakings, a competition should 
be invited, and that after the presentation of the pro- | 
jects a committee, consisting of at least three experts, 
should be formed for their examination.” . 
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In support of this motion, the reporter submitted that 
haste should be avoided ; the affair was too serious, and 
millions of money might be sunk too rapidly. The 
charge was brought against Dresden that it came halt- 
ing in the rear of all improvements ; this was not here 
the case ; there were not, so far, many electric stations, 
and a variety of experience will be obtained. The ap- 
plication of the accumulators recommended by Siemens 
is for the present merely an experiment. There are 
many more important things which should .be done 
first—e.g., the market halls, the exhibition hall, &c. He 
strongly urged that the proposal of the committee 
should be accepted. The town councillor Hartsig fol- 
lowed on the same side. He had, he said, informed 


himself practically on the electric lighting in Berlin. 
_ The frequent repairs which were there required in the 


cable from the Central, and other experiences, induced 
him to agree fully with the recommendation of the 
committee. He was of opinion that more experts 
should have been cousulted. Above all, he regarded it 
as necessary to mention something which had not yet 
been openly brought forward, 2.e., the general public was 
of opinion that the electric lighting of the streets was 
involved in the erection of electric central works. This 
is an error, a8 nothing of the sort is, for the present, 
in contemplation. The public has therefore at present 
no immediate interest in the question. The loss and 
the interest on the say, three million marks required 
for the new works, must ultimately fall upon the com- 
munity of the tax-payers. The entire installation was 
merely for people of distinction ; for the little man 
(anglice for the poor man) there was here nothing. 
Lighting with the aid of accumulators was so young a 
child, that it might well be allowed to grow for a 
couple of years. There was no pressure ; the electric 
lighting of business houses, offices, saloons, &c., is not 
erg gad necessary, like street cleansing, water sup- 
ply, &c. 

In Berlin he had heard nothing but lamentations 
from men of business compelled, by competition, to 
adopt the electric light, and troubled by the high price 
and the frequent repairs. He found the restaurants and 
cafés lighted electrically generally very dim, so that it 
was often scarcely possible to read the papers. _ 

After some concluding remarks from Blochwitz, the 
reporter who said that the introduction of the electric 
light would not diminish the income of the gas com- 
pany, the opinion of the committee was accepted by 
47 votes against 17. 


THE BULL RING OF THE RUE 
PERGOLESE. 


THIS enormous building, devoted to somewhat feeble 


imitations of Spanish bull fights, has been recently 
covered in, and in order to make use of the edifice at 
night, either for bull fighting or for concerts, lighting 
by electricity has been introduced. 

The arena is circular, and has a diameter oi 197 feet ; 
the dome which covers this springs from iron columns 
98 feet in height, surrounding the arena. From the 
ground to the centre of the dome is 190 feet. The 
exterior of the building is in shape a 30-sided polygon, 


described on a circle whose diameter is 328 feet. There 


is seating accommodation for 22,000 persons. Light 
iron work supports the glass of the dome, the central 
portion of which can be bodily raised between 12 and 
13 feet, so as to ventilate the building in summer. 
The movable portion of the dome has a diameter of 
98 feet. At night, the principal source of light comes 
from just below the movable roof, that is to say, ata 
height of 197 feet. Here is a sunlight of the. Patin 
type, and, in addition to this, a circle of 150 arc 
ights are arranged round the dome, the total 
lighting power being thus brought up to 30,000 
candles, The two galleries are each provided with 
60 Cance incandescence lamps of 32 candles, and 
the ground floor passages are lighted by 16 Cance in- 


candescence lamps of 100 candles each, and 16 arc lamps, 


_ Patin type, of 8 ampéres. The offices and dressing 


rooms are supplied with 200 incandescence lamps of 
16 candles. | | 

- Especial attention has been paid to the arrangement, 
fitting, and construction of the engine, boiler, and 
dynamo rooms, with the result that they are in reality 
works of art, and will no doubt produce the effect of 
not only familiarising numbers with electric lighting, 
but also of increasing public confidence in this 
— of illumination, and of -extending its applica- 
There are three Collet boilers, each supplying 


3,300 lbs. of steam per hour. One of these boilers is 


kept in reserve, while the other two feed a Powell 
engine of 300 H.P., and a compound Chaligny engine 
of 100 H.P. Se 

The alternating current is produced by a Ferranti 
dynamo of 3,000 lamps, and 4 Gramme machines of 200 
lamps at 8 ampères. 

There is also a battery of accumulators for feeding 
the relief lamps in case of accident to the main light- 


ing. 


REVIEWS. 


- The Year Book of Commerce. Compiled under the 


authority of the London Chamber of Commerce, and 


edited by KENRIC B, MURRAY. London: Cassell 


and Co. 


This is the sécond of the series of yearly volumes, 
prepared specially for business men, by the London 
Chamber of Commerce, with the object of showing the 
movement of the foreign trade and general economic 
position of the leading countries of the world. The 
volume, as compared with the former issue, gives addi- 
tional statistics on a variety of topics of considerable 
value. In tables, now printed for the first time, informa- 


tion is given as to British trade with European countries 


under commercial treaties, with the increase of their 
population, and trade movements in 1888 as. compared 
with 1860, international telegraph statistics, the pro- 
gress of British trade since 1855, with quinquennial 
averages, rates of wages, trade of some of the South 


American States, China and Japan, and several others. . 


With reference to the first-named table, the editor re- 
marks that it affords most appropriate food for thought 
at the present moment. “This gives at a glance popu- 
lation and trade statistics of 17 European countries or 
states, in addition to the United Kingdom, with a record 
of the date of coming into force of the respective com- 
mercial treaties of Great Britain with them. Upon the 
total statistics the increases per cent. of population, of 
total imports and exports, of imports into the United 
Kingdom from, and exports from the United Kingdom 
to, the various countries are, as far as obtainable, 


_stated in each instance. The illustration thus afforded 


is one which every business man can appreciate, and 
which points its own moral. At this juncture it has 
exceptional importance. 
seems destined, in 1892, to be involved in a rearrange- 
ment of its Customs tariffs of a wholesale nature. 
What France is inclined to do in that year, when all 
her principal commercial treaties expire, has been made 
very evident, and there, at any rate, there is little hope 
of a relaxation of the State-imposed barriers to com- 
mercial intercourse. Following in the train of the 
French treaties, most of the European States will be 
obliged to reconsider their position. It is therefore 
worthy of being noted that as far as British commerce 
with Russia, Sweden, Norway, Denmark, Holland, 
Belgium, Germany, Switzerland, and Austria-Hungary 
is concerned, it is regulated by treaties terminable upon 
a year’s notice, which may thus be given early next 
year to expire in 1892. The British commercial treaty 
with Roumania terminates in July next; the treaties 
with France and Italy on February Ist, 1892 ; and those 
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with Spain, Portugal, Montenegro and Bulgaria at 


various dates in 1892. Consequently the position is | 


one which cannot be ignored, and that it is realised by 
Her Majesty’s Government is shown by the appoint- 
ment of a Special Consultative Committee, in connec- 
tion with the Board of Trade, to ‘ consider the approach- 
ing expiration of various commercial treaties, the pro- 
bable eff-cts upon British trade of such expirations, 
and the arrangements which may or should be made 
in lieu of those treaties.’ ” : 


Magnetism and Electricity: À Class Book for the 
_ Klementary Stage of the Science and Art Depart- 
ment. By J. SPENCER; B.Sc., Head Master, S:ience 
Department, Bradford Technical College. London : 
-- Percival & Co., King Street, Covent Garden. 


The method adopted in this book of arranging the 
whole of the matter in a series of experiments has 
much to recommend it, as it appeals very forcibly to the 
student, but beyond this point there is but little to call 
for notice in the work, as it bas no marked superiority 
over other excellent treatises which exist. The general 
arrangement of the matter is satisfactory, the illustra- 
tion clear and fairly good, though, as is usual with 
teachers who have had no, or little, practical experi- 
ence, descriptions of practical applications are exceed- 
ingly absurd ; witness the description and illustration 
of an electric telegraph on page 135. Although we 
cannot highly praise the book for being written “to 
supply a want,” we can at least say that those who pur- 
chase the same for the purpose of learning about elec- 


tricity and magnetism will, if they carefully gothrough — 


the whole course of experiments, obtain very thorough 
instruction in the elements of the subjects. 


This book, by the same author and publisher as the 
foregoing, isa companion to the above, and does not call 
for any special remark. It is undoubtedly a handy 
volume. 


Practical Inorganic Chemistry. Elementary Stage. 
By E. J. Cox, F.C.S., Head Master of the Technical 

- Science School, Birmingham. London: Percival & 
Co., King Street, Covent Garden. | 


This class-book is intended for the use of students 
preparing for the examinations of the Science and Art 
Department in the elementary stage of Practical Inor- 
ganic Chemistry. The whole arrangement of the book is 
exceedingly simple and thoroughly practical. The dia- 
grams, which conclude the work, are very clearly drawn. 


Elementary Manual of Magnetism and Electricity. 
Specially arranged for the use of First-Year Science 
and Art and other Electrical Students. By ANDREW 
JAMIESON. London: Charles Griffin and Co., Exeter 
Street, Strand. 


This volume is a republication of the three manuals 
on “ Magnetism,” ‘“ Voltaic Electricity,” and “ Electro- 
statics,” which we have noticed in a previous review ; 
to the latter we have nothing to add, except to say that 
the complete volume forms an excellent elementary 
treatise on the subjects of electricity and magnetism, 
very practical in its arrangement, and possessing suffi- 
cient points of novelty to justify its publication. 


THE WALKER AMMETER AND VOLTMETER. 


ALTHOUGH there is at present a very large number of 
measuring instruments for electric light stations upon 
the market, embodying in their construction a great 
variety of principles, the one which is herewith de- 
scribed is somewhat different from most heretofore 
brought into use. There can be no doubt, says the 
New York Electrical World, that there is great 
need of a cheap and accurate instrument which is 


easily calibrated, and the scale divisions of which are 
of equal length. An instrument which would seem to 
fulfil these conditions is illustrated upon this page. It 
is the invention of Mr, G. W. Walker, of this city, and 
in its construction he has made use of the principle 


which he has already utilised in his recording meter, 


described and illustrated some months ago in our 
columns. In its design Mr. Walker has endeavoured to 
provide a meter containing the fewest possible number 
of parts, and these of the simplest character consistent 
with accuracy and durability, and at the same time to 
reduce the cost of construction to so low a figure that 
the instrument could be placed upon many circuits 
which are now unprovided with meters, because of the 
large: expense necessary in securing a satisfactory one, 


Fia. 1. 


Fig. 1 shows very clearly the construction of the 
meter and all of its parts. A solenoid magnet of arc 
shape is secured in position against a suitable support 
by means of screws. A circular core of iron, some- 
what hardened, and extending over about 270 degrees 
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Fig. 2. 


of circumference, is carried upon a bar, which is 


pivoted at the centre of the instrument, and swings in 
jewelled bearings. The needle or pointer of the instru- 
ment is also carried upon this same axis, and extends 
outward beyond the core to the reading scale, as shown 
in the figure. An arm which is threaded to receive à 
nut-like weight, as shown in the figure, is carried from 
the same centre, and by means of this the core may be 


‘balanced, so that when the instrument is not in circuit, 
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the pointer will stand at the zero of the scale. The 
solenoid is composed of a curved non-magnetic tube, 
and a helix of insulated wire wound upon the tube, 
which serves only as a support, so that it tapers or 
decreases in diameter from one end to the other, either 
gradually or by steps. | 

” The core is made of comparatively hard iron, its free 
ends being joined by some non-magnetic material, such 
as brass, for the purpose of support, 80 that the core 
may be kept in a perfectly circular form. The ends of 
the core are arrranged so as to stand within the coil 
when in a normal position. The upward end, however, 
may be made to stand without the coil, but within the 
field of repulsion of the magnet, the other end standing 
when in a normal position at a point about midway the 
length of acoil. By using a core of small diameter, it 


_ may be saturated by a slight percentage of the current 
‘used in the meter. The fact that the pointer moves 


over equal divisions on the scale for equal increments 
of current passed through the instrument, is attributed 
by Mr. Walker to the fact that the core, instead of being 
of soft iron; is somewhat hardened, and also to the fact 
that the coil which exerts the attractive and repellant 


influence upon the core is wound in the tapering man- 


ner described above. 

_ Fig. 2 shows the instrument completed. The same 
construction, with the exception of the substitution of 
a fine wire of high resistance for the solenoid, makes 
the instrument a voltmeter instead of an ammeter, and 


hoth of these instruments are now made by the Walker 


Electric Company. = | 


POLARISING CONDITIONS IN A GALVANIC 


BATTERY 
By Psor. A. E. DOLBEAR. 


WHEN hydrogen accumulates upon one of the plates of 
a galvanic battery so as to reduce the current, the cell 
is said to be polarised, and various methods have been 
devised to prevent this, some chemical, as in two fluid 
cells, and some physical, as when the plate is rotated, 
and these are called depolarisers ; the idea being that the 
polarisation itself consists simply in the accumulation 
of gas upon the plate. I do not know that any attempt 
has been made to explain the underlying conditions 
present where chemical action is present or latent in a 


battery, which bring about such a result, for it is plain | 


that such a result must have ‘some ,antecedent physical 
conditions that determine it, = = 

The following explanation has seemed to me to be 
probable, and the commendations of a number of my 
electrical friends induce me to publish it, not as proved, 
but as a step towards a clearer understanding of the 
mechanical conditions present in a galvanic battery. 

When a piece of zinc is immersed in water it is found 
to be electrified, and its potential may be measured by 
a suitable electrometer. eee 

Now, we know from purely chemical sources that 
there is chemism, or chemical attraction, existing 
between zinc and. oxygen, and that under favourable 
conditions zinc will be oxidised. This so-called affinity 
of zinc and oxygen is not suddenly created by their 
juxtaposition under certain circumstances, but exists 
+3 time, only waiting for an opportunity to show 
itself. 

What then are the real conditions present when a 
piece of zinc is immersed in water ? The zinc isa solid, 
the molecules cohere, and there is a certain degree of 
rigidity to the molecules. With the water it is different. 
As a fluid, the molecules are free to move about among 
each other with but little internal friction. As the 
molecule of water is made up of both oxygen and by- 
drogen, it may have an oxygen side and a hydrogen 
side, in which case, if there be any selective agency 


_ acting more upon the oxygen part of.the molecule than 


upon its hydrogen part, and if the molecule as a whole 


wad * The Electrical Engineer. 


is capable of shifting its position easily by a simple ro- 
tation upon any axis, as is true in this case, then all the 


molecules of the water that come in contact with the 


zinc must be oriented by, the zinc so that the oxygen 
side of the molecule faces the zinc at every point, and 


' consequently the hydrogen side is away from it. This 


would be a true polarisation of the molecules of water, 
and the distance to which it would extend would de- 
pend upon the strength of the chemism between the 
two acting elements. Such a chemical field might ex- 
When a piece of carbon or copper or other element is 
placed in water, it exhibits similar electrical property, 
but different in degree -from that of zinc; so similar 
polarisation of molecules would be set up aboutit. The 
difference in the degree of chemism between the two 
elements and the oxygen of the water would determine 
the rate of oxidation under given conditions, and this 
difference we call the electromotive force of the cell. 
Also, the mere fact that there was a difference in this 
particular between the two immersed elements would 
tend to produce between them a similar condition of 
arranged or polarised molecules, | Le eee 
All this might be expected to occur, whether there 
was a chemical reaction or not, that is to say, whether 
or not the zinc was dissolved and water decomposed. 
Whether this happens, or nor, depends upon the degree 
of tension represented by the difference in the.so-called 
chemism between the two elements, which difference 
we measure in volts, and needs to be about 1°5 for 
If other solutions than water be. used, the same 
mechanical conditions and arrangements would be pre- 
sent, differing from it only in degree. . eg 
The substance of the idea is this, that the chemism 
existing between the zinc and the element oxygen in 
the water compels the molecules of the water to turn so 
as to present their oxygen side to the zinc, which they 
are able to do freely, because such movements are not 
subject to appreciable friction in the liquid. + 
When the other battery element cannot combine. with 


_ oxygen in any degree under the existing conditions, as 


when carbon or platinum is used, then only hydrogen 
will be set free, as there is a greater stress for the 
oxygen at the other element, and there must be an ex- 
change of partners among the molecules along the whole 
line between the elements, according to Grothiis’s hypo- 
thesis ; so that, underlying the accumulation of hydrogen 
called polarisation, is a real polarisation in which all 
the molecules are facing one way from the mechanical 
necessities present. 

It seems not unlikely that this condition of things in 
a heating liquid might be observed by noting the effect 
produced by it upon a beam of light transmitted 
through the liquid, especially upon reversal of elec- 
trical condition. | 


THE PROPOSED PACIFIC CABLE. 


THE project of connecting Australia with Canada by a cable 
across the Pacific Ocean has now been before the public about 10 
years, having been first suggested by Mr. Sandford Fleming in a 
report submitted to the Dominion Parliament in 1880. As a prac- 
tical question, however, the history of the proposal may be said to 
date from 1887, when a conference of delegates from various parts 
of the British Empire was held in London. At this meeting the 
plan was fully explained by the delegates from Canada—Mr. Sand- 
ford Fleming and Sir Alexander Campbell—and aroused a great 
and for the most part a friendly interest. At the same meeting 
there was also revealed the fact that the project had a strong 
opponent in the Eastern and Eastern Extension companies, which 
now control the telegraphic communication between Australia 
and Great Britain, and enjoy a monopoly which would be de- 


-stroyed if telegrams could be sent across the Atlantic, then 


through Canada, and then across the Pacific Ocean to Australasia. 


‘The conference adopted a resolution declaring “that the connec- _ 


tion of Canada with Australasia by a direct submarine telegraph 


across the Pacific is a project of high importance to the empire, 


and every doubt as to its practicability should without delay be 


set at rest by a thorough and exhaustive survey.” The favour 


with which the idea was received appears to have alarmed the 
existing companies, for last summer they endeavoured to make an 
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arrangement which would have given their monopoly a new 
lease of life. They offered to reduce their cable rates one- 
half on condition that the Governments interested would 
give a guarantee equivalent to about £54,000 a year. The 
Australian colonies were willing to enter into this arrangement, 
but Great Britain and New Zealand declined to share in the 
guarantee, and there the matter stands to-day. In the meantime 
Mr. Sandford Fleming took the opportunity to explain the Pacific 
plan, and it will be convenient at this point to state the nature of 
the arguments which he used. It was contended by Mr. Fleming 
that the guarantee asked for in consideration of the reduction of 
the rates of the old company, namely, £54,000 a year, would be 
equal to the annual charge upon the capital required for the con- 
struction of a cable from Canada to Australla. The length of the 
cable necessary to stretch across the Pacific from Canada to New 
Zealand and Australia is estimated by competent authorities at 
8,900 miles, and Mr. Fleming says that the outside cost of a cable 
of the very best type would be £1,800,000. Three per cent. upon 


this sum would amount to £54,000 a year. It is further pointed 
out that the building of the Canadian line would reduce the cost — 


of messages from England to Australia to one-fourth what they 
are now, while the proposal of the existing companies is to reduce 
them by only one-half. The length of the line is not so for- 
midable an obstacle to the success of the project as may at first 
sight appear; for owing to the presence of a number of stations 
in the Pacific, the longest stretch would be about 2,700 miles, the 
others ranging from 1,200 miles upwards. — | 

So far as we can judge, the Australian colonies and Great 
britain would stand to gain by the construction of a line which 
would destroy the monopoly of the old companies, effect a great 
reduction in rates, and give them a telegraph route lying entirely 
in the Atlantic and Pacific Oceans and in Canada, and therefore 
much less liable to be interrupted by an enemy than a route fol- 
lowing the old lines of commerce. Canadians, of course, would 
take a friendly interest in a project which would benefit our sister 
colonies and Great Britain, and the question of Canada assuming 
any, and if so what, share of the expense of the scheme may safely 
be left for future consideration. It will be seen at once that her 


direct interest in the matter is not so great as that of Australia | 


and England, the volume of business between those two countries 
being vastly greater than the volume of business between Canada 
and Australia. It is to be presumed that the promoters of the 
plan recognise this fact and would expect Canada to bear a cor- 
responding small share of the expense. It is quite possible that 
in the future new conditions may arise which will greatly enhance 


the importance of the project from a Canadian standpoint. Her | 


commerce upon the Pacific, now in its infancy, may grow to large 
proportions, especially if the statesmen of the future age are wise 
enough to adopt a policy which will promote instead of hindering 
the growth of commerce. In such a case the construction of a 
cable across the Pacific would be a matter not merely of import- 


ance but of necessity. From the imperial standpoint the im- 


portance of having a line from England to her Eastern possessions, 


laid wholly in the open seas. and in countries under the British. 


flag, would undoubtedly beof great importance ; and to this aspect 
of the case British statesmen will no doubt give due consideration. 
—Globe, Toronto. | 


ELECTRICAL TRADES SECTION. 


A MEETING of the section was held at Botolph House on Monday 


‘last, Mr. R. E. Crompton in the chair. 


Tse Boarp or TRADE RULES. 


The Chairman said, in reference to this matter, it had been left 
to him to prepare a formal document aud submit it to the 
Council of the Electrical Engineers. He had been unable to carry 
out these instructions as no meeting of this body had taken 
place ; however, he met the chairman and the secretary, but the 
result was not satisfactory, in so much as the president said he 
preferred that the initiatory action should be taken by the Elec- 


trical Section, who might submit to the engineers and the Board of | 
‘ Trade a formal letter stating that the rules were anomalous and a 


hindrance to the industry. Considerable energy had been spent 
by Mr. Wharton, Mr. Sellon, Mr. Gray and himself in having the 


conditions altered ; they had privately sent to the Board of Trade | 


two memorials, and he considered if one on the top of these came 
from the section it would probably move them in the matter. 
The situation was extremely critical ; his firm, Messrs. Wharton 


and the Brush Company, had at the present moment installations 


running, the overhead wires of which were not in accordance with 
the Board of Trade rules, and it was impossible to make them so. 
They took objection to two rules, one of which said that every 
wire, whatever its thickness, should have a rubber or material tu 
the thickness of one-tenth of an inch outside the copper, outside 
that there should be the usual protection of braiding. The 
Silvertown people informed him that if this rule were enforced, 
a wire to carry the smallest high pressure current for 
town lighting or transmitting power, would cost £70 to £89 per 
mile. The wire which was guaranteed by the Silvertown engineers 
monetary burden therefore, would in 
most cases prohibit electric lighting. Another objectionable rule 
was that which laid down that it was absolutely necessary in all 
cases to use suspenders. This, again, would further increase the 


cost, and under those circumstances there could be little extension 


_ meetings. 


of electric lighting. He spoke as one who knew, gs he had 39 miles 
of conductors in Chelmsford which were put up before these rules 
were made. It seemed as if Major Cardew wanted safety at any 
price, no matter whether it prohibits electricity or not. In reply 
to Major Flood Page as to whether there was additional safety in 
these rules, he said it was quite the contrary, for when a wire Was 


covered with a thick coating, it was difficult to centralise, there — 


was more liability of the insulation being cut, and it was more 
liable to tear. The Silvertown company had paid special attention 
to this subject and it was claimed that their wire was perfectly 
safe; even Major Cardew admitted this, but when he got back to 
the Board of Trade office he made rules which are quite different. 
He considered the whole system of the Board of Trade unsatisfac. 
tory. The committee of the Electrical. Engineers, who were res- 
ponsible for the rules, were not practical men, and he held that they 
could not therefore draw up suitable rules. 3 

After further discussion it was decided that Mr. Crompton 
should wait upon the Council of the Chamber of Commerce to see 
if pressure could be brought to bear on the officials of the Board 
of Trade, in the event of this not having effect, questions will be 
asked in the House of Commons. k | 


THE QUESTION OF CORRESPONDENT. 7 
Mr. Garcke said he and Major Flood Page undertook to bring 


forward a scheme dealing with this question. After referring to . 


the loss sustained through the resignation of Mr. Trotter, it had 
struck them some new arrangement might be made, and it was 


_ that the chairman and the two vice-chairman should constitute 


themselves a kind of working committee, and if the Chamber of 
Commerce provided them with a junior clerk, pressing matters 
would receive efficient attention. It would practically resolve 
itself into an executive committee who would meet at intervals and 
report to the committee of the section the work done between the 


INTERCHANGE OF INFORMATION. 


Mr. Crompton had prepared a circular letter and tables which 
it was proposed to send to those who became members, for the 
purpose of supplying information as to cost of maintenance of 
stations and working expenses. This scheme was referred to by 
us in a recent number. 


It was decided that copies of the tables should be sent to all » 


members of the section for suggestions. 
After Mr. Murray had referred to the expiration of many of the 
tariffs in 1892, the meeting terminated. 


ELECTRIC LIGHTING IN PARIS. — 


We take the following statistics as to the progress of electric 
lighting in Paris between the years 1885 and 1889, from the 
Lumière Electrique ; the figures given refer to electric lighting by 


‘the municipality :— 


| 
Year., ligh 5 Systems, Employed. 
tricity.. 
| 
1885. 68 Lontin ... | Place du Carrousel ... 
12 Jablochkoff... | Parc Monceau. 
| 40 Brush Parc des Buttes-Chaumont. 
| 2 Siemens | Champ-de-Mars. | 
1886 66 (14 Lontin ... | Place du Carrousel ... wet 4 
12 Jablochkoff ... | Parc Monceau. | 
40 Brush ... | Parc des Buttes-Chaumont. | 
1887 63 ‘14 Lontin ... | Place du Carrousel... 
12 Jablochkoff ... | Parc Monceau. 
37 Brush Parc des Buttes-Chaumont. 
188 65 14 Lontin ... | Place du Carrousel... ae 
12 Jablochkoff ... | Parc Monceau. 
39 Brush ... Pare des Buttes-Chaumont. 
1889 393 14 Edison | Place du Carrousel... 
Are 40 Popp … | Boulevards, Concorde to 
lights, | Opera... 
37 Edison | Place de l’Opera to the Porte | 
| Saint-Denis. | 
27 Marcel Deprez, Porte Saint-Denis to the 
| Place de la République. 
6 ? Place Clichy. 
12 Jablochkoff... | Pare Monceau. 
147 Brush ... | Parc des Buttes-Chaumont. 
1186 Various... Halles Centrales. | 
24 Halles Centrales. 
6188 85 Edison Galleries of the Palais-Royal 
a and the Theatre Frangais. 
| ag 16 ? ... Pare des Buttes-Chaumont. 
4000 ? .. Reception rooms of the 
 Hoétel de Ville. 
| 1300 ... Council, board rooms, and 
| | and offices of the Hôtel 
| de Ville. 
| 500 Es ... | Basements of the Halles 
Centrales. | 
287 MEP eee | Private service. 
| 
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NOTES. 


. Lighting of the Ménagère.—An important electric 
light installation has just been completed in Paris at 
the well-known warehouses and shops of La Ménagère. 
The current is supplied from the station of the Parisian 
Power and Electric Lighting Company, situated in the 
Rue des Filles-Dieu, and the installation has been put 
up by the Electric Lighting and Apparatus Company. 
It comprises 110 Cance arc lamps of 8 ampères, 
arranged two in series, and 161 incandescent lamps of 
16 candle-power. Of the arc lamps, 20 are installed in 
the basement, 47 on the ground floor, 22 on the first 


floor, 15 on the second floor, and the remaining 6 in the 


annexe, balcony, and a side street. The incandescent 
lamps are similarly distributed throughout the build- 
ings. Each series of two arc lamps is fed from a sepa- 
rate circuit, having an E.M.F. of 110 volts at the switch- 
board, whilst the glow lamps receive current from four 
main circuits at 110 volts. There are two distributing 


switchboards arranged in the basement, one being for 


the arc and the other for the incandescent lamps. The 
main brought in from the street is divided into two 
cables for each pole, passing through a meter to the dis- 
tributing boards. Between the meter and the main is 
arranged a double pole switch, so that the current may 
be switched on to the boards or disconnected from 
them, as desired. The arc switchboard is fitted with 


_ suitable cut-outs, rheostats, switches, meters, &c., whilst 


on the glow-lamp board there are only four main 
switches and four main cut-outs. The arrangement of 
a circuit for every two arc lamps permits of any two 
being extinguished, as may be desired, though this 
method is not so satisfactory as multiple arc distribu- 


tion. 


The Electric Light in Belgium.—The Belgian town 


of Ninove, situated about 15 miles to the westward of | 


Brussels, is the first in that country to adopt the elec- 
tric light. The concession granted to the gas company, 
and, by-the-way, Ninove was the first town in Belgium 


lighted by gas, expired on the 30th of September last, 


and the municipality, having decided to abandon the 
employment of gas, has entered into a contract for 30 
years with an electric lighting company of Brussels. 


The lighting is to include streets, squares, and public 


places, as well as the supply of electric light to private 
dwellings. The installation comprises two large boilers, 
two Ridder engines of 20 H.P. each, two Siemens 
dynamos of 16,000 watts, and two. batteries of Tudor 
accumulators capable of feeding 600 lamps for six 
hours. The distribution is effected by means of over- 
head wires. These are bare, of bronze, and 35 mm. 
diameter. They are carried on porcelain insulators 
supported by iron brackets. The public lighting con- 
sists of 120 lamps of 25 candles, mounted on the old 
gas lamps. For private lighting, the electric current 
will be supplied at 9 centimes per 100 watt-hours at a 
tension of 110 volts. The cost will be rather less than 
that of gas, which has lately been charged at Ninove at 
the rate of 18 centimes per cubic metre. 


The Electric Light at Chagfurd.—A woollen factory, 
which has been unoccupied for some years, in this 
picturesque Dartmoor village, has been leased by Mr. 
G. H. Reed, millwright and machinist, who intends 
to utilise the water-power and wheel in his business, 
and hopes to supply the electric light to the inhabi- 
tants, using the water-wheel to work the dynamo. 
He gave an experimental installation last week, 
using Joel’s shunt-wound dynamo, 100 volts 30 
amperes, giving 40 16-C.P. Edison-Swan lamps. The 
brilliant, soft light was. highly appreciated by the 
visitors, contrasting, as it did, most favourably with 
the gas supplied at Chagford. An electric lighting 
company is being formed, and it is expected that ere 
long Chagford will have a permanent installation. 


Electro-Metallurgy 19 | 1/ 5 


| de and Guilds of London Technological Institute, 
—The report of this institute for 1890 shows the follow- 


ing results of the examinations as regards the electrical 


subjects :— 


: 


Honours, 


Sumber of 
candidntes’ 
pupers in 1:90. 


‘Percenta 
of faila 


Ist. | 2nd./culi.| Ist. | snd.| Fail.) Pass. |Fail. 


[er] 
© 
Le) 


3 
Elec. Engineering— | 
A. Telegraphy ...| 117 8| 3/24! 23/47] 67/50) 427 
B. Electric Light- 


ing, &e. ... 256 | 5 |16 | 32 | 66 | 86 | 61 | 173 | 88 | 324 
. C. ElectricInstru-| 


. mentmaking | .13 || 2|...) 4! 7/..] 18]... | 000 
Number, having previously 
passed, have this year, 
No. of | No. of No 
dates in| datesia| "thie | 
in 1859" in time. higher higher 
grade, | grade. . 
Electro-Metallurgy 22 19.| .3 5 
Elec. Engineering— | 
A. Telegraphy ...| 127 | 117 Al | 13 8:: |. 6 
B. Electric Light-| 
: ing, &c. ...| 204 | 256°) ‘141 12 9 | 1 
_C. Electric Instru- | | | 
ment making | 15 13 12 RES | vee 
| Percentage 
+ No. of f a LE 
enr at. | A® | Bt 
dates f ates 
passed, At Bt 


Electro-Metallurgy 19::| 13} 74. -20 6| 41590 428 
Elec. Engineering— | 
A. Telegraphy ...| 117 | 99118] 67 | 56| 11] 43:4 388 
B. Electric Light- | 
ing,&c. ..:| 256 | 174) 82) 173 | 116 | 57 | 33°3 | 304 
‘C. Electric Instru- | 
‘ment making | 13 5| 8} 13 | 8]100‘0,000 


_%* Taught in classes receiving grants on the results of the examination. 
+ “External Candidates” taught in other institutions, or prepared by private study. 
It will be seen that a very large increase in the 
number of “Electric Lighting” candidates has taken 
place. 


The Electrical Trades Union,—Mr. J. Barns, L.C.C., 
addressed a meeting at the Bricklayers’ Hall, South- 
wark Bridge Road, last Saturday night, held with a 
view to inducing non-members to join the Electrical 
Trades Union. He said he regretted that a Union had 
not been formed before, because instead of prices and 
wages being increased, they had, in some cases, been 
reduced, and boy, girl, and women labour had been in- 
troduced. The electrical trade was still in its infancy, 
and the business must extend. Electric lifts, motors, 
trains, and other methods of transmitting power would 
soon be adopted, and Vestries and Town and County 
Councils would, ere long, undertake public lighting. 


. With the inception of electric lighting, he hoped the 


men who were engaged in the electrical trade would do 
everything in their power to help men like himself, 
who were members of public bodies, and who were 
determined to see that in any scheme of the kind Trades 
Union clauses were agreed to. It was a splendid oppor- 
tunity for them to do something for themselves, ‘They 
could fix the rates of wages, the hours of work, and the 
conditions of labour under any standard they thought 
fair and right if they had the courage. They had a 
splendid future before them ; but if they did not take 
advantage of the opportunity, they deserved to remain 
in the condition they now were. Mr. Burns also 
pointed out to his hearers the advantages of Trades 
Unionism, and a resolution in support of the Electrical 
‘Trades Union was then proposed by Mr. A. J. Walker, 
and carried unanimously. | 
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_ Siemens & Malske.—The taking over of the electrical 
works at Vienna,:belonging to the Berlin firm of 
Siemens. & Halske, as well as the Buda-Pest electric 
railway, to which we alluded last week, is now an 
accomplished fact. A limited company is to be formed 
by the Anglo Bank, Mr. Siemens becoming a managing 
director of the new company. 


A Cable Wanted in Paraguay.—The Hon. F. J. Paken- 
ham, British Minister to the Argentine Republic and 
Paraguay, says, “ A want very largely felt at Asuncion is 
regular telegraphic communication. with Monte Video 
or Buenos Ayres, and so with the world in general. At 


‘present (August, 1890), as in 1886, the telegraph line 


stops on the coast of the Argentine province of Cor- 
rientes, the missing link between which and the line 
in Paraguay being furnished by a person of apparently 
somewhat lethargic habit, whose movements on the 
Parana in a canoe seem rather to depend on the rule of 
avoirdupois, as applied to the bundle of telegrams 
whereof he is bearer, than to the urgency or value of 
the messages themselves. Doubtless, however, an im- 
provement will be apparent in this direction ere 
long.’ | | 


‘Simple Pole Finder.—In the New York Ælectrical 
Engineer, Mr. Arthur J. Newell publishes, as the result 
of some considerable experimenting, an account of a pole 
tester which he thinks will be of interest to many people. 
The invention consists in saturating litmus paper with 
sulphate of soda and drying. When the paper is to be 
used it is wetted, and on the application of the wires to 
be tested a red spot onablue paper represents the posi- 
tive pole ; if a red paper is employed, then a blue spot 
will show the negative pole. Mr. Newell is probably 
unaware that a paper for pole-finding was brought out 
and placed on the market two or three years ago by 
Dr. Wilke, which paper has several advantages over 
the litmus preparation, its colour being white, finely 
contrasting with the rich crimson stain produced by the 


-. Overhead and Track Wiring for Electric Railways. 
—The superintendent of the Albany Railway, Mr. 


W. H. Cull, says that too much attention. cannot be 
paid to overhead construction and track-wiring. The 
insulation of the hangers should be capable of elimi- . 


nating moisture, and glass or mica has given most 
satisfaction... Insulation cannot be too good. .The 


‘trolley wires should be divided in sections, for the 


greater facility in locating any fault, and, if possible, each 


_ section should have a separate feeder wire ; a circuit 


switch at the generating station would enable the 
attendant to pick out the faulty section while still 
retaining the rest of the circuit in working order. 


‘Track wiring and ground connections are the most im- 


portant factors in the operation of an electric road. The 
return wire should be of ample section, connected to 


wiped. The Albany Railway has, in addition to these 
arrangements, copper ground plates at intervals of 
1,000 feet, and at a sufficient depth to insure their being 
The resistance thereby is so 
low that no leakage interfores with telephone circuits, 


neither is a metallic return requisite from the electric 


road to the power station more than a mile away. 


Halifax and Bermudas Cable Company.—The daily 
journals announce that the Halifax and Bermudas Com- 
pany’s cable has been duly tested, and a certificate 
granted by the Government, who paid the first quarterly 
instalment last week, in terms of their agreement with 
the company. | 


ne Tenders Wanted.—For providing and fixing electric 
bells to firemen’s houses at Pontypridd. Particulars of 


the secretary, Mr. E. W. Rees, Pontypridd. 


All joints to be well soldered and 


The Coefficient of Self-Induction.—We observe that 
the “Henry” has been introduced into a scientific 
paper printed by an American contemporary as the 
title by which the coefficient of self-induction is to be 
known. Probably it will not be long before it will be 


disseminated throughout the scientific world as the 


accepted term for that coefficient. fibres 


Price of Incandescent Lamps.—In the home of free 
trade, England, the unfortunate monopoly in the manu:- 


_ facture of ‘incandescent lamps keeps up the price of 


Jamps to an almost prohibitive figure. In the United 
States, on the other hand, notwithstanding the great 
increase in the value of platinnm, 16 C.P. lamps are 


selling at 44 cents each. The platinum wires now cost — 
nearly three times what they did formerly, but in spite. 


of this extra expense, competition compels, and the use 
of machinery enables, the manufacturers to quote low 
and still retain a profit. Red-hot hairpins should 
become things of the past. 
in consumption of power, will be esteemed more and 


more as the essential qualities of an incandescent. 


Telephone between Paris and London.—The French 


section of the telephone line and cable which is to con- 
nect London with Paris has been completed. It con- 
sists of two overhead bronze wires, parallel, and crossed 
at intervals to diminish the effects of inductive dis- 
Memorandum for French Elmore Shareholders.— 
You paid the Foreign and Colonial Company £116,875 
in cash and £66,500 in shares for the privilege 
of your company’s existence. 
wards you receive a circular from your director, 
congratulating you on the fact that the Foreign 
and Colonial Company has arranged to hand you 
back £50,000 of the money you had paid them in 
order to add to your available working capital ; you to 
pay equivalent to over 74 per cent. per annum interest, 
and to issue debentures which presumably give the 
holders for £50,000 a first charge on what you have 
paid the same organisation £116,875 for (cash only), as 
well as a charge on any property your own further ex- 


t 


A Chair of Industrial Electricity at the Paris Con- 
servatoire of Arts and Sciences,—The Minister of 
Commerce has just created, at the Conservatoire of 
Arts and Sciences, a chair of industrial electricity. The 
Academy of Sciences will be invited to present a list 
of candidates for the new chair. ee 


Electrical Fittings.—One of our young, and therefore | 
energetic firms of electrical engineers, Messrs. Arthur — 


B. Gill & Co., of 4, Bombay Street, Bermondsey, S.E, 
writes to draw our attention to the extensive and con- 
venient showrooms lately acquired by them at 36, 
Parliament Street, Westminster, S.W., for the exhibi- 
tion and sale of their electrical manufactures and 


 fittings—of everything, in short, connected with the 


uses of electrical energy. It is intended to keep 
a large stock of goods at these showrooms ready for 
immediate delivery, and special attention is desired, 
firstly, to a varied and comprehensive selection of 
artistic electric light fittings ; secondly, to a stock of 
Henley’s electric light wire and cables in all the leading 
types and sizes. | 


North-East Coast Engineers.— We have received the 
list of. meetings of the North-East Coast Institution of 
Engineers and Shipbuilders. A good programme is 
promised, more of interest to shipbuilders than elec- 
trical engineers. Mr. W. C. Mountain reads a paper on 
Electrical Engineering ” on March 9th. 


Brilliancy, and economy . 


A few months after- 
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{institution of Electrical Engineers.—Among those 
who have accepted the invitation of the President and 
Council to the annual dinner on the 20th inst. are the 
Postmaster-General, the Attorney-General, the Presi- 
dents of the Royal Society, the Chemical Society, and 
the Institution of Mechanical Engineers, and the Vice- 
Presidents of the Institution of Civil Engineers, Sir 
Arthur Blackwood, the Astronomer Royal, and Dr. 
Coleman Sellers, one of the members of the Interna- 
tional Niagara Commission. We understand that in 
anticipation of the large numbers who are expected to 
respond to the invitation of the President and Mrs. 
Hopkinson on the evening of the 19th inst., on the 
occasion of the President’s soirée, the Prince’s Hall has 


been engaged, in addition to the Galleries of the Royal . 


Institute of Painters in Water Colours. 


Persona).—Messrs. J. D. F. Andrews & Co. have pur- 
chased the goodwill and assets of the firm of Messrs. 
White, Romanze & Co., of Kingsbury Road, Dalston, 
and 3 and 4, Great Winchester Street, E.C., who have 
been carrying on a considerable business in the manu- 
facture of arc lamps, switches, &c., and also telephones, 
type-printing instruments, and electric bells, besides 


having many important electric light contracts. 


- Long Distance Telephony in Italy.—A fortnight ago 
a series of experiments was conducted at the chief tele- 


graphic office in Rome with a new telephone line 
between that town and Albano, a distance of 20 miles, | 


or 40 in all, the circuit being metallic throughout. The 
trials were successful. | 


Mr, Lee Bapty Arrested.—Mr. Lee Bapty, the late 
manager of the Edinburgh Exhibition, was arrested at 
Waverley Station, Edinburgh, on Saturday night, as he 
was about to take his departure to the south, The 


arrest was made under a warrant, to prevent Mr. Bapty — 


leaving the country until he had paid or found security 
for his contribution of £500 to the guarantee fund of 
the exhibition. Security was promptly found and he 
was released. Since then he has written an indignant 
letter to the Standard. 


| The Asbestos-Faeed Valve.—We omitted to say that 
this article, described in our last number, will be 
placed on the market by the Bell’s Asbestos Company, 


Limited. 


Honours for the Compound-Winding Advocate.—Mr. 
Graham Murray, who so ably conducted the respon- 
dents’ case in thé compound winding, has been appointed 
Sheriff of Perthshire. 


~ Railway Stores Wanted.—The Cheshire Lines Com- 
mittee require a supply of telegraph instruments, wire, 
and materials. Patterns can be seen, and specifications 


with forms of tender obtained, upon application to Mr. 


S. S. Barton, Cheshire Lines, Warrington. 


Anglo-American Telegraph Company, Limited.—This 
company has opened an office for the reception and 
delivery of telegrams at No. 2, Northumberland &venue, 
Charing Cross, thus placing the West End of London 


in direct telegraphic communication with New York, 


Canada, and all other places in the United States, West 
Indies, &c. | 


A New Professor.—Mr. J. Swinburne has just been 
dubbed “Professor” Swinburne by the Elektro- 
technische Zeitschrift. This gentlemah has evidently 
risen in the estimation of Mr. F. Uppenborn, though 
he may perhaps not care much for the “ promotion.” 
Mr. Swinburne’s American “ professorship ” is a matter 
of longer standing. 


Lumière Electrique 


The Bradford Free Library,—The museum and three 
top landings of the staircase of this library are now 
provided with the electric light. The result has been 


eminently satisfactory, both as regards quantity and 


quality of the light produced. The installation con- 
sists exclusively of 16-candle incandescent lamps, 
which are equally distributed over the room by means 
of pendant wires. The installation was completed on 
December 23rd, 1889, and has been working without 
the slightest hitch ever since that date.. It has been 
decided to light by electricity, the whole of the 


Underground Telephony in Germany,—The results 
obtained with the underground telephone circuits in 
Berlin have been so satisfactory that the Imperial Post 
Office authorities are now making experiments with 
long-distance underground wires. There are already 
in operation a telephone cable between Berlin and 
Kiistrin, a distance of 57 miles; and a line from Berlin 
to Hamburg, 60 miles being overhead and 25 miles 
underground, whilst shortly the latter will be extended 


_to 186 miles in length. The results with these long- 
distance wires are said to be very favourable. __ 


A 200,000-watt Arc Lamp.—lIn a recent issue of La 
| , M. de Fonvielle, in describing the 
electric lighting of the Gran Plaza de Toros in Paris, 
to which we refer on another page, states that the arena 
is partly lighted “by a Patin arc lamp taking 400 
ampères at 500 volts, giving 8,000 C.P., and absorbing 
50 H.P.” A representative of a contemporary has, 
however, failed to find this large lamp, and states that 
only Oance arc lamps are used to light the ‘arena. 
He demands the confirmation of these extraordinary 


Porcelain Fittings for Electric Lighting,—Mossrs. 
Taylor, Tunnicliff & Co., who are extensively engaged 


in the manufacture of porcelain fittings for the electric 
lighting trade, have recently completed special ma- 
' chinery for overcoming a trade difficulty, which will 


doubtless lead to very satisfactory results, and supply a 
want severely felt by electricians engaged in fitting up 
these goods with the necessary metal work. We refer 
to the tapping with a very fine thread the small holes 
in porcelain switches, cut-outs, ceiling roses, &., 
thereby enabling manufacturers to fit these articles up 
with metal work without the objectionable metal nuts, 
&e., at the back of such fittings, which have hitherto 
been a fruitful source of mishaps. 


Notice of Removal,—Messrs. Davey, Paxman & Co. 
inform us that they are removing their London offices 
to larger and more convenient premises, at 78, Queen 
Victoria Street, E.C. | 


Accumulator Traction in Paris.—The action taken 
about a year ago by the French Electrical Accumulator 
Company in putting into service several accumulator 
cars on the Levallois-Madeleine tramway in Paris has 
now been followed by the company for the electrical 
working of metals. This company is now exploiting 
a tramway between the Palais de l’ Industrie and the 
Place de la Concorde by means of a storage battery car 
fitted with Laurent-Cely accumulators. A noteworthy 
feature is that the car runs upon a Decauville tramway 
of the 2-foot gauge. The car is mounted upon two 
axles, and carries two Hillairet motors of 6 H.P. each. 


' Each motor drives, by means of gearing, one of the 


axles, the reduction in the speed being in the ratio of 
10 to 1. The battery consists of 64 cells containing 11 
plates. These cells are placed in eight boxes, and the 
total weight of the car, without passengers, is 4} tons. 
By means of a suitable switch the cells can be put in 
series or in parallel. On starting the car the current 
discharge is 90 ampères, and in ordinary running the 
consumption is 45 amperes. 
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The Woking Electric Supply Company.—This com- 
pany has commenced operations, and applications have 
been received for nearly 700 lights. The Electric Trust 
erected the station and supplied the plant, and the whole 
of the electrical arrangements were designed and carried 
out by Mr. J. Appleton, of Guildford and London. The 
provisional order enables the company to charge 10d. 
per Board of Trade unit for electric current, but the 
price has been fixed at only 8d., being equivalent to 
about 8s. per 1,000 feet of gas. The company has made 
provision for using the light from half an hour before 
sunset until midnight, but as soon as it finds that 
there is a demand for light at a late hour, it will be 
prepared to extend their time of running. 


The Pacific Cable—In a former issue we men- 


tioned that Sir John Pender was reported to have 


announced his intention of visiting Hong Kong, next 
year, vid Canada, and of interviewing, en route, Mr. 
Sandford Fleming. The following is an extract from 
his letter :—“. , ... 
Pacific line, when I hope to inspect that wonderful 
undertaking in which you have played such a promi- 
nent part, and at the same time discuss with you the 
best means of establishing closer telegraphic communi- 
cation between Canada and the Australian Colonies, 
when the time is ripe for carrying out the work.” 

. . “If the various governments interested 


) aré. determined to have a line across the Pacific, and 


are prepared to incur the requisite expenditure for the 
purpose, I am quite ready, as I have always told you, 
to co-operate in carrying out-the work on fair and 
reasonable terms. In this way the object might be 
obtained more-easily and economically. than if third 
parties were employed.” There is a charming frank- 


ness and naïveté about this last remark which will no 


doubt commend itself to the “third parties” ; and we 
would ask how long is it since certain persons have be- 
come converted to the belief that no insuperable 
physical difficulties stand in the way of laying a cable 
across the Pacific Ocean? Mr. Fleming, in his reply, 
is reported to have said that the’ means taken to 
establish the new telegraphic communication are en- 
tirely secondary, provided the new lines be secured. 


The Lane-Fox Patents.—Some of onr readers will 
be interested in an advertisement appearing in the 
centre of this paper, with regard to the subject of 


_ which we are given to understand that the only claim 


which the Lane-Fox Electrical Company has so far de- 
cided to enforce has been based on Mr. Lane-Fox’s 
leading patent, No. 3,988** of 1878. But this modera- 
tion was largely misunderstood, and attributed to 
different motives ; and as the company also finds a dis- 
position amongst certain members of the trade to evade 
the matter at issue rather than to meet it fairly, the 
Lane-Fox Company has now determined to anticipate 
such attempts by enforcing the claims based upon 
letters patent No. 4,626 of 1878, for the use in connec- 
tion with its system of shunt “ electro-meters,” that is 
to say, of the class of instruments commonly known as 
-voltmeters or potential electro-meters, with or without 
automatic attachments. We may also call attention to 
a slip of the pen in Mr. Lane-Fox’s last letter to us, by 
which it is dated October 4th, by mistake for November 
4th. This might lead some of our readers to look in vain 
for an article in the issue immediately preceding that 
date (October 4th). | 


Lighting the Guildhall, — On the occasion of the 
Lord Mayor’s banquet at the Guildhall on the evening 
of the 10th inst., the hall was illuminated by about 
500 incandescence lamps artistically attached to the 
gaseliers above the tables, and the excellent effect pro- 
duced was greatly admired. The installation was 


‘ carried out by the Brush Electrical Engineering Com- 


pany at very short notice, and the result reflected great 
credit on all concerned. 


travelling by the Canadian. 


= 


Efficiency of Combined Engines and Dynamos,—. 


The following letter from Messrs. Sautter, Harlé and 
Co. appeared in the last issue of a valued French 
contemporary :—In L’Electricien of November Ist are 
published the results obtained in recent trials, made in 


England, of a system composed of an Edison-Hopkinson 


dynamo, worked directly by a Willans engine. The 
satisfactory results obtained are not surprising. In 
France renderings quite as high are obtained. The 
following figures, which may perhaps be of interest to 


_ your readers, have been arrived at under the super- 
vision of naval engineers in trials of the systems of 


motors and dynamos, working directly, constructed by 
us in 1890 for lighting the ironclad Neptune. They 


- may serve for purposes of comparison. The dynamos 


of the Neptune supply a current of 75 volts and 200 
amperes, or 20 electrical H.P. at 350 revolutions per 
minute. The consumption of steam at.a pressure of 
6 kg. per cm?, instead of being 11°3 kg.; is less than 
11 kg. per electrical horse-power hour measured at the 


terminals of the dynamo. A direct trial by the Prony - 


brake, on the motor, showed a consumption of 8:9 kg, 
of steam per effective horse-power hour, instead of 9°8 kg, 


_ per indicated horse-power. The consumption is there- 


fore less than in the case quoted, and the difference 


. will seem all the more worthy of mention when we 
consider that the system gives only 20 horse-power — 


instead of 72, that the pressure of steam is 6 kg. per.cm? 
instead of 8, and that the dynamo makes 350 revola- 
tions per minute instead of 430. ©. « a: 


Telephone Working,—Mr. J. J. Carty, of the Metro- 
politan Telephone and Telegraph Company, writes to 
us under date, November lst, as follows :—My atten- 
tion has been called to an editorial note in your issue 
of October 17th, referring to my remarks at the Detroit 
Telephone Convention, in which it is stated that I 
seemed to be unaware that the system of bridging bells 
invented by me has been in use for many years in the 
British Post Office telephone service, and that it is de- 
scribed in the Telephone, by Preece and Maier. I 
would call your attention to the fact that, as shown by 
the official report of the convention proceedings and 
all published accounts of my remarks, I did not claim 
any novelty for the bridging system per se, being well 
aware that it has been in use for years both in Europe 
and in America. My invention, however, relates to a 
specially designed bridging magneto bell, by means of 
which the talking and signalling on a line containing 
20 stations equipped with this bell are equally as good as 
with a line containing only two stations. These results 
arenotattainable with the ordinary form of magneto bell. 
The details of the construction of my bell were not de- 


scribed by me at the Convention, as an application for. 
_ patent rights was then pending in the U.S. Patent . 


Office. So far from their being any description of a 
bridging system employing magneto bells in the Téele- 


phone, it is expressly stated in that work that the mag- — 


neto bell has not been adopted by the British Post 
Office for telephone work, and there is no mention in 


- the book of any method of connecting a number of 


stations with magneto bells by bridging the instru- 
ments across the circuit. In justice to myself, I must 


. request you to publish this letter in your next issue, as 
if your editorial statement as to the absence of novelty 


in my inventivn is allowed to pass uncorrected, it might 


unfavourably affect my interests in the matter of the 


disposal of the European rights to use the bridging 
magneto. 


The Popp Compressed Air System.—A German con- 
temporary waxes wroth because the commune of Rixs- 
dorf, near Berlin, has, on the advice of an Imperial 
architect, resolved to introduce the Popp compressed 
air system for lighting and power purposes. The same 


journal, in referring to a circular issued from Lucerne 


inviting subscriptions to a proposed Popp central 
station in that town, asks what authorities have spoken 


“favourably of the system. 
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Civilian Electricians in War Time,—-In Lieut. 
Bradley A. Fiske’s paper, published in another 
_ column, the author‘argues that as the force com-: 
prised by the standing regular army and navy is 80: 
small, it would only serve as a nucleus aronnd which ' 


the fighting forces could be formed. Since the appli- 


cations’ of - electricity have’ extended to so many 
pranches ‘of military and naval arts, and have, in fact, 
become absolute necessities, the supply of competent. 
officers and men, insufficient as it is in time of peace, 
would prove utterly inadequate in case of war. “Lieut. 
Bradley enumerates the many and varied uses of elec- 
tricity in navigation, gunnery, torpedo work, &c., and 
- proceeds to. point‘ out where, in his opinion, the 
civilian’ could be best’employed: He suggests that on 
board electrical torpedo launches and electrical picket 
boats, ‘at fish-torpedo, stations, in submarine mining 
both’for harbour and ‘coast defence, in addition to sig- 
nalling work by telegraph or telephone, the civilian 


has his proper sphere. But, he adds, thé civilian could 


also be advantageously employed on ships of war for 
the.reason above. stated—the, insufficiency of a trained 
and:ecompetent regular-staffs The author~ proposes that 
at all important ports :there should be a -corps of elec- 
trical engineers, drilled:to some extent, and attached to 
and.embodied. with the national guard.: The higher 
ranks would be instructed in navigation, gunnery, sur- 
véying, &c., while the lower would be taught the hand- 


LA | 


‘fhe Spanish-Morocco Cables—We understand that 


the contract for connecting Spain with her settlements 
on the coast of Morocco by submarine ‘cables has been 


given to Messrs. Pirelli and Company, of Milan. It 
will be remembered that the original decree was with- 
drawn, and a new 6ne -issüed, upon which the present 
contract has been made. Some of the conditions are 
slightly altered, the maximum price per mile of cable 
beingt‘now’ fixed “at £160, payable in ten’ years by 
yearly instalments. The contractor during this period 
has to maintain the cable at his own cost. The sec- 
tibns' Between ‘Almerida—Alborar‘and Alborañ—Melilla 
must be laid and working within three months from 
date of signing. contract; the other sections within six 
months. The lengths specified for each section differ 
slightly from what were given in the former decree. 
No stipulation is made as to quantity of each there 
shonld be laid,-the decision on.this point being left: in 
the hands of the commission appointed by the Spanish 


The Telephone in France.—Twenty-eight towns in 
the departments of France have acquired, through their 
municipalities, a telephone service. . In eight other 
towns. the telephone lines are.in construction, and will 
be completed in two months’ time. Plans are being 
got out and surveys made for- supplying 13 more towns 
with telephone systems. ‘Of interurban systems there 
are only two actually working ; there are seven in con- 
struction, and ten..under consideration. Seven towns 


are connected with Paris by the telephone, and there : 


are four more in course of being joined to the capital.’ 
In Algeria, the.only.fwo towns possessing the telephone 
are Algiers and Oran.. ...- 


The Late Electric Light Accident in Paris. —At the 
last sitting of the Paris Municipal Council that body 
Was engaged in considering’ the explosion following a 
fire in the cellars of the Grand Café. From some ex- 
planations given by the Secretary-General of the Pre- 
fecture of Police, though the enquiry is not finished, it 
appeared that the responsibility for the accident was 
due to the electric light company which occupied the 
underground portion of the premises. .This company, 
the night before the accident, replaced the man who 
had formerly been in charge by an inexperienced man. 
The conclusion which the Council arrived at was as 
follows : The Prefecture of Police and the Prefecture 
of the Seine rejecting altogether the responsibility of 


; 


surveillance, the Council voted the following order of — 
the day, proposed by M. C. Laurent :.“ Considering to: 
what dangers the installation of thé electric light in - 
Paris may givé rise to, this body expresses a wish that: 
Parliament, by a special law, will assimilate the elec- 
trical industry with those which are ‘looked upon as 
dangerous and subjected to the incessant surveillance © 
of the Prefecture of Police.” 


Electric Launch in Milan.—The Franco-Italian In- 
dustrial Electrical Company, of Milan, is demonstrating 
the capabilities of an electric launch in the docks of 
the Porta Ticinese. The launch is 24 feet iong by 5 
feet wide, and will carry 12 passengers. It contains a 
battery of accumulators, and an Immisch motor of 14 


HP, the speed of the launch being 8} miles an hour. _ 


The Electro-Deposition of Copper.—We have not yet: 
had ‘any further data on this subject from Mr. W. 


- Quick Cable Service.—The following is taken from 
the Montreal Daily Witness of October 30th :— One 


of our local magnates sent a cablegram to London vid 
the Commercial cable this morning at 10.27, and at 
10,40 he had a reply, just 13 minutes. In this time the 
message was sent from Montreal to Canso, thence to 
Ireland, where it was reported to London. .A transac- 
tion was effected on the London Stock Exchange, the 
reply written and Came travel) ling. back again, reaching 
the .sender; in 13 minutes,. The gentleman could 
scarcely credit it, but on examination.of his sent mes- 
sage and, his reply thereto found the facts to be as 


ater. 


The New Thomson Alternating Meter,—Recognising. 
the value of a simple and reliable device for measuring 
current, Prof. Elihu Thomson has in the past devoted 
not à little attention to the design of various meters, 
among which probably those of the oscillating type, in 
which a volatile liquid is employed as the moving force, 


as it were, are best known. Recently, however, says an 


American exchange, Prof. Thomson has devoted par- 
ticular attention to the construction of a meter which 


shall be adapted to both continuous and alternating 


currents and at the same time indicate not only the 
consumption of current, but give it in the value of the 
pressure on the mains; in other words, a power or 
wattmeter, : The manner in which Prof. Thomson has 
worked out this problem is highly ingenious 
and is apparently. based on simple principles. 
The problem to be solved evidently was to 
construct a motor in which both the pressure and 
the current should be the factors determining the 
speed and a device embodying a retarding force which 


should vary in the direct ratio with the speed of the ma- 


chine. The relative disposition of field and armature of 
the motor and their connection with the working circuits 


. fulfils the former conditions, while the disposition of the 
copper disc retarded by the encircling magnets fulfilsthe — 


second. With constancy of magnetism assured in the 
permanent magnets and friction reduced toa minimum, 
as it appears to be in this instrament, its accuracy ought 
to be very high. Not the least interesting point in con- 
nection with it is the quality it possesses, as exhibited 
by the curve, of affording practically uniform readings 


for both continuous and alternating currents. We hope 


to illustrate this apparatus in our next issue. 


New Study in Natural History.—In a letter to the 
New York Electrical Engineer, “ Professor” J. Swin- 
burne says :—‘ We are sending the Westinghouse Com- 
pany a 50 lighter (transformer) to test. In a few weeks 
the Westinghouse advertisement will read, ‘ It will pay 
you to throw away our converters and substitute the 
Hedgehog make.’” This animal is an amusing little 
cuss. 
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The Woking Electric Supply Company.—This com- 
pany has commenced operations, and applications have 
been received for nearly 700 lights. The Electric Trust 
erected the station and supplied the plant, and the whole 
of the electrical arrangements were designed and carried 
out by Mr. J. Appleton, of Guildford and London. The 
provisional order enables the company to charge 10d. 
per Board of Trade unit for electric current, but the 
price has been fixed at only 8d., being equivalent to 
about 8s. per 1,000 feet of gas. The company has made 
provision for using the light from half an hour before 
sunset until midnight, but as soon as it finds that 
there is a demand for light at a late hour, it will be 
prepared to extend their time of running. 


The Pacific Cable—In a former issue we men- 
tioned that Sir John Pender was reported to have 
announced his intention of visiting Hong Kong, next 
year, vid Canada, and of interviewing, en route, Mr. 
Sandford Fleming. The following is an extract from 
his letter :—“". . . . . travelling by the Canadian 
Pacific line, when I hope to inspect that wonderful 
undertaking in which you have played such a promi- 
- nent part, and at the same time discuss with you the 
best means of establishing closer telegraphic communi- 
cation between Canada and the Australian Colonies, 
when the time is ripe for carrying out the work.” 
eS 1 “ If the various governments interested 
_ aré. determined to have a line across the Pacific, and 
are prepared to incur the requisite expenditure for the 
purpose, I am quite ready, as I have always told you, 
to co-operate in carrying. out-the work on fair and 
reasonable terms. In this. way the object might be 


obtained more easily and economically: than if third 


parties were employed.” There is a charming frank- 
ness and naiveté about this last remark which will no 
doubt commend itself to the “third parties” ; and we 
would ask how long is it since certain persons have be- 
come converted to the belief that no insuperable 
physical difficulties stand in the way of laying a cable 
across the Pacific Ocean? Mr. Fleming, in his reply, 
is reported to have said that the’ means taken to 
_ establish the new telegraphic communication are en- 
tirely secondary, provided the new lines be secured. 


The Lane-Fox Patents.—Some of onr readers will 
be interested in an advertisement appearing in the 
centre of this paper, with regard to the subject of 
_ which we are given to understand that the only claim 
which the Lane-Fox Electrical Company has so far de- 
cided to enforce has been based on Mr. Lane-Fox’s 
leading patent, No. 3,988** of 1878. But this modera- 
tion was largely misunderstood, and attributed to 
different motives ; and as the company also finds a dis- 
position amongst certain members of the trade to evade 
the matter at issue rather than to meet it fairly, the 
Lane-Fox Company has now determined to anticipate 
such attempts by enforcing the claims based upon 
letters patent No. 4,626 of 1878, for the use in connec- 
tion with its System of shunt “ electro-meters,” that is 
to say, of the class of instruments commonly known as 
voltmeters or potential electro-meters, with or without 
automatic attachments. We may also call attention to 
a slip of the pen in Mr. Lane-Fox’s last letter to us, by 
which it is dated October 4th, by mistake for November 
4th. This might lead some of our readers to look in vain 
for an article in the issue immediately preceding that 
date (October 4th). | | 7 


Lighting the Guildhall.— On the occasion of the 
Lord Mayor’s banquet at the Guildhall on the evening 
of the 10th inst., the hall was illuminated by about 
500 incandescence lamps artistically attached to the 
gaseliers above the tables, and the excellent effect pro- 
duced was greatly admired. The installation was 
‘ carried out by the Brush Electrical Engineering Com- 

pany at very short notice, and the result reflected great 
credit on all concerned. 


À 


Efficiency of Combined Engines and Dynamos,— 


The following letter from Messrs. Sautter, Harlé and 
Co. appeared in the last issue of a valued French 
contemporary :—In L’Electricien of November Ist are 
published the results obtained in recent trials, made in 


England, of a system composed of an Edison-Hopkinson | 


dynamo, worked directly by a Willans engine. The 
satisfactory results obtained are not surprising. In 
France renderings quite as high are obtained. The 
following figures, which may perhaps be of interest to 


your readers, have been arrived at under the super- 


vision of naval engineers in trials of the systems of 
motors and dynamos, working directly, constructed by 
us in 1890 for lighting the ironclad Neptune. They 
may serve for purposes of comparison. The dynamos 
of the Neptune supply a current of 75 volts and 200 
amperes, or 20 electrical H.P. at 350 revolutions per 


minute. The consumption of steam at.a pressure of : 


6 kg. per cm?, instead of being 11°3 kg.; is less than 
11 kg. per electrical horse-power hour measured at the 


terminals of the dynamo. A direct trial by the Prony : 
brake, on the motor, showed a consumption of 89 kg, 


of steam per effective horse-power hour, instead of 9'8 kg, 


_ per indicated horse-power. The consumption is there. 


fore less than in the case quoted, and the difference 


. Will seem allthe more worthy of mention when we 


consider that the system gives only 20 horse-power 
instead of 72, that the pressure of steam is 6 kg. per cm? 


instead of 8, and that the dynamo makes 350 revolu- 


tions per minute instead of 430. | 


Telephone Working.—Mr. J. J. Carty, of the Metro- 
politan Telephone and Telegraph Company, writes to 
us under date, November lst, as follows :—My atten- 
tion has been called to an editorial note in your issue 


of October 17th, referring to my remarks at the Detroit 


_ Telephone Convention, in which it is stated that I 


seemed to be unaware that the system of bridging bells 
invented by me has been in use for many years in the 
British Post Office telephone service, and that it is de- 
scribed in the Telephone, by Preece and Maier. I 
would call your attention to the fact that, as shown by 
the official report of the convention proceedings and 
all published accounts of my remarks, I did not claim 
any novelty for the bridging system per se, being well 
aware that it has been in use for years both in Europe 
and in America. My invention, however, relates to a 
specially designed bridging magneto bell, by means of 
which the talking and signalling on a line containing 
20 stations equipped with this bell are equally as good as 
with a line containing only twostations. These results 
arenotattainable with the ordinary form of magneto bell. 
The details of the construction of my bell were not de- 
scribed by me at the Convention, as an application for 


_ patent rights was then pending in the U.S. Patent 


Office. So far from their being any description of a 
bridging system employing magneto bells in the Téele- 


phone, it is expressly stated in that work that the mag- — 


neto bell has not been adopted by the British Post 
Office for telephone work, and there is no mention in 


- the book of any method of connecting a number of 


stations with magneto bells by bridging the instru- 
ments across the circuit. In justice to myself, I must 


. request you to publish this letter in your next issue, a8 
if your editorial statement as to the absence of novelty 


in my inventivn is allowed to pass uncorrected, it might 
unfavourably affect my interests in the matter of the 
disposal of the European rights to use the bridging 
magneto. | 


The Popp Compressed Air System.—A German con- 
temporary waxes wroth because the commune of Rixs- 
dorf, near Berlin, has, on the advice of an Imperial 
architect, resolved to introduce the Popp compressed 
air system for lighting and power purposes. The same 


journal, in referring to a circular issued from Lucerne 


inviting subscriptions to a proposed Popp central 
station in that town, asks what authorities have spoken 


“favourably of the system. 
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Civilian Electricians in War Time, —-In Lieut. 
Bradley A. Fiske’s paper, published in another 


_ column, the author argues that as the force com-: 


prised by the standing regular army and navy is 80° 
small, it would only serve as a nucleus around which‘ 


the fighting forces could be formed. Since the appli- 


cations’ of - electricity have’ extended to so many 
branches ‘of military and naval arts, and have, in fact, 
become absolute necessities, the supply of competent: 
officérs and men, insufficient as it is in time of peace, 
would prove utterly inadequate in case of war. “Lieut. 
Bradley enumerates the many and varied uses of elec- 


tricity in navigation, gunnery, torpedo work, &c., and 


proceeds to. point out where, in his opinion, the 
civilian’ could be best'employed: He suggests that on 
board electrical torpedo launches and electrical picket 
boats, ‘at fish-torpedo, stations, in submarine mining 
both’for harbour and coast defence, in addition to sig- 
nalling work by telegraph or telephone, the civilian 


has his proper sphere. But, he adds, thé civilian could 


also be advantageously employed on ships of war for 
the.rsason above. stated—the, insufficiency of a trained 


and competent regular-staff; Phe author-proposes that | 


at all important ports ‘there. should be a -corps of elec- 
trical engineers, drilled: to some extent,aind attached to. 
and.embodied. with the national guard:: ; The higher 
ranks would be instructed in navigation, gunnery, sur- 
véying, &c., while the lower would be taught the hand- 


“The Spanish-Morocco Cables—We understand that 
the. ontract for connecting Spain with her settlements 
on thé coast of Morocco by submarine ‘cabled has ‘been 
given to Messrs. Pirelli and Company, of Milan. It 
will be remembered that the original decree was with- 
drawn, and a new 6ne issüed, upon which the present 
contract has been made. Some of the conditions are 
slightly altered, the maximum price per mile of cable 
being*‘now’ fixed ‘at £160, payable in ten years by 
yearly instalments. The contractor during this period 


bas to maintain the gable at his own cost. The sec- 


tibné et Almeria—Alborar ‘and Alborah—Melilla 
must be laid and working within three months from 
date of signing. contract; the other sections within six 
months. The lengths specified for each section differ 
slightly from what were given in the former decree. 
No stipulation is made as to quantity of each there 
shonld be laid,-the decision on.this point being left: in 
the hands of the commission appointed by the Spanish 


The Telephone in France—Twenty-eight towns in 
he departments of France have acquired, through their 
municipalities, a telephone service. . In eight other 
towns. the telephone lines are in construction, and will 
be completed in two months’ time. Plans are being 
got out and surveys made for- supplying 13 more towns 
With telephone systems. ‘Of interurban systems there 
are only two actually working ; there are seven in con- 
straction, and ten. under consideration. Seven towns 


are connected ‘with Paris by the telephone, and there 


are four more in course of being joined to the capital. 
In Algeria, the. only. towns possessing the telephone 


are Algiers and Oran.. ... - 


* The Late Electric Light Accident in Paris,—At the 
last sitting of the Paris Municipal Council that body 
was engaged in considering’ the explosion following a 
fire in the cellars of the Grand Café. From some ex- 
planations given by the Secretary-General of the Pre- 
fecture of Police, though the enquiry is not finished, it 
appeared that the responsibility for the accident was 


due to the electric light company which occupied the 


underground portion of the premises. .This company, 
the night ‘before the accident, replaced the man who 
had formerly been in charge by an inexperienced man. 
The conclusion which the Council arrived at was as 
follows : The Prefecture of Police and the Prefecture 
of the Seine rejecting altogether the responsibility of 


surveillance, the Council voted the following order of 


the day, proposed by M. C. Laurent : “ Considering to: 
what dangers the installation of thé electric light in - 
Paris may givé rise to, this body expresses a wish that : 


Parliament, by a special law, will assimilate the elec- 
trical industry with those which are looked upon as 


dangerous and subjected to the incessant surveillance - 


of the Prefecture of Police.” 


Electric Launch in Milan,—The Franco-Italian In- 
dustrial Electrical Company, of Milan, is demonstrating 
the capabilities of an electric launch in the docks of 


the Porta Ticinese. The launch is 24 feet long by 5 


feet wide, and will carry 12 passengers. It contains a 
battery of accumulators, and an Immisch motor of 14 


: H.P., the speed of the launch being 85 miles an hour. | 


The Electro-Deposition of Copper.—We hove not yet : 


had ‘any further data on this subject from Mr. W. 
Stepney Rawson. 


À 4 


Quick Cable Service.—The following is taken from 


the Montreal Daily Witness of October 30th :— One 
of our local magnates sent a cablegram to London vid 
the Commercial cable this morning at 10.27, and at 
10.40 he had a reply, just 13 minutes. In this time the 
message was sent from Montreal to Canso, thence to 
Ireland, where it was reported to London. . A transac- 
tion was effected on the London Stock Exchange, the 


reply .written and came trave)ling..back again, reaching 


the ,sender: in 13 minutes.. The gentleman could 
scarcely credit it, but on examinätion.of his sent mes- 


sage and, his reply thereto found the facts to be as 


99 
above,” : 


The New Thomson Alternating Meter,—Recognising. 


the value of a simple and reliable device for measuring 
current, Prof. Elihu Thomson has in the past devoted 
not à little attention to the design of various meters, 
among which probably those of the oscillating type, in 
which a volatile liquid is employed as the moving force, 


as it were, are best known. ‘Recently, however, says an 


American exchange, Prof. Thomson has devoted par- 
ticular attention to the construction of a meter which 
shall be adapted to both continuous and alternating 


currents and at the same time indicate not only the 


consumption of current, but give it in the value of the 
pressure on the mains; in other words, a power or 
wattmeter, : The manner in which Prof. Thomson hag 
worked out this problem is highly ingenious 
and is apparently based on simple principles. 
The problem to be solved evidently was to 
construct a motor in which both the pressure and 
the current should be the factors determining the 
speed and a device embodying a retarding force which 
should vary in the direct ratio with the speed of the ma- 


chine. The relative disposition of field and armature of 


the motor and their connection with the working circuits 


fulfils the former conditions, while the disposition of the 


copper disc retarded by the encircling magnets fulfilsthe 


second. With constancy of magnetism assured in the © 


permanent magnets and friction reduced toa minimum, 
as it appears to be in this instrament, its accuracy ought 
to be very high. Not the least interesting point in con- 
nection with it is the quality it possesses, as exhibited 
by the curve, of affording practically uniform readings 
for both continuous and alternating currents. We hope 
to illustrate this apparatus in our next isste. 


New Study in Natucal History.—In a letter to the 
New York Electrical Engineer, “ Professor” J. Swin- 
burne says :—“ We are sending the Westinghouse Com- 
pany a 50 lighter (transformer) to test. In a few weeks 
the Westinghouse advertisement will read, ‘ It will pay 
you to throw away our converters and substitute the 
Hedgehog make.’” This animal is an amusing little 
cuss. 
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The New Electric Railway.—lIt is stated that the 
new City and South London Electric Railway, which 
was formally inaugurated by the Prince of Wales a 
few days ago, will be opened to the public on the 26th 
inst. Let us hope, however, that no premature start 
will be made. Better wait several weeks longer if any 
uncertainty exists, for any little hitch, which can 
readily be overlooked on an inauguration day, will not, 
if allowed to occur in actual working, meet with the 
same sympathetic feeling from the travelling public. 


Electric Lighting in Germany.—According to statis- 
tics there were 21 central electric lighting station) in 
Germany in the year 1889. The horse-power emploxed 
is given as follows; Barmen, 600; Berlin, 10,000; 
Brunswick, 2,000 ; Bremen, 600; Breslau, 500; Cologne, 


500 ; Darmstadt, 450; Dresden, 500; Eberstadt, 100; | 


Elberfeld, 325 ; Ems, 100 ; Frankfort, 1,000; Gærlitz, 
450; Halle, 550; Hamburg, 1,200; Koenigsberg, 300; 
Zubeck, 300; Magdeburg, 500; Mulhausen, 300; 
oie Strasburg, 400; the total amounting to 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


“International Okonite Company, Limited, — The 


statutory return of this company, made up to the 23rd 


ult., was filed on the 30th ult. The nominal capital is 


£340,000, divided into 11,334 ordinary, 11334 pre- 
ference, and 11,332 vendors’ shares of £10 each, the 
latter being considered fully paid up. Upon the ordi- 


nary and preference shares £7. per share has been called | 


up, the calls paid amounting to £147,187 17s. 6d., and 
unpaid to £11,488 2s. 6d. ip | 


S. Z, de Ferranti, Limited.—An agreement of 30th 
June, filed 25th ult., provides for the purchase by the 
company of the business of S. Z. de Ferranti, carried on 


at Charterhouse Square, at Deptford, and at St. Benet 


Chambers, Fenchurch Street. The purchase considera- 
tion is £99,930, payable as to £19,930 in fully paid pre- 
2 shares, and £80,000 in fully paid ordinary 
shares. 


Stamford Hil], Tottenham, and Edmonton Electric 
Light and Power Supply Company, Limited.—The 
name of this company has been changed to the West 
Metropolitan Electric Light and Power Company, 
Limited, in accordance with a special resolution passed 
at a meeting of the members held on the 21st ult., and 
confirmed at a meeting held on the 5th inst. 


Woodhouse and Rawson United, Limited. — The 
annual return of this company, made up to the 24th 
ult., was filed on the 6th inst. The nominal capital is 
£350,000, divided into 40,000 ordinary and 30,000 pre- 
ference shares of £5 each, the whole of which are taken 


up ; 8,964 ordinary and 9,936 preference shares are - 


considered as fully paid up. Upon 31,436 ordinary 
shares £2 10s. per share has been called up, and upon 
20,064 the full amount has been called. The calls paid 
(including £85 paid in advance, amount to £178,826 10s., 
and unpaid to £180. Three ordinary and 20 preference 


shares, upon which £11 10s. has been paid, have been 
forfeited. | | 


… Crossley Telephone Company, Limited.—The annual 
return of this company, made up to the 25th ult., was 
filed on the 5th inst. The nominal capital is £100,000, 
divided into 5,000 “A,” 12,500 “B,” and 2,500 “Cc” 
Shares of £5 each: The shares taken up are 607 “A,” 
120 “ B,” and 350 “C,” all being fully paid up. 


. Taunton.Electric Lighting Company, Limited.—An 


agreement of 28th ult. (filed 6th inst.), cites that the. 


Laing, Wharton, Down Construction Syndicate is now 
supplying to the company, certain plant and machinery 
for the company’s new depot at Taunton and for other 


works connected with the company’s lighting operations 
at Taunton, the total cost of the same being £1,230. It 
has been arranged that one-half the amount shall be . 


paid in fully paid shares of the company, and accord- 
ingly, under this agreement, 123 fully paid shares of 
£5 each will be allotted to the syndicate, | 


Laing, Wharton and Down Construction Syndicate, 
Limited.—The annual return of this company, made 


up to the Ist August, was filed August 15th. The 
nominal capital is £40,000, in £100 shares. 399 shares 


are taken, 133 of which are considered as fully paid up. 
Upon 266 shares the full amount has been called and 


paid. 


Allan Everett & Sons, Limited (metal manufac 


turers, electrical engineers, &c.).—The statutory return 
of this company, made up to the 16th ult., was filed on 
the 21st ult. The nominal capital is £300,000 divided 
into 20,000 ordinary and 10, preference shares of 
£10 each. The shares taken up are 12,000 ordinary 
and 10,000 preference ; 4,000 of the former. and 3,300 
of the latter are credited as paid up to the extent of 
£32,000 and £33,000 respectively. Upon 8,000 ordinar 

shares £8 per share has been called, and upon 6,7 

shares the full amount has been called. The calls 


paid amount to £131,000. Registered office, Adderley 


Street, Birmingham. 


CITY NOTES, REPORTS, MEETINGS, &e. 


The Western aud Brazilian Telegraph Company, 
Limited, 


Tue report of the directors presented at the twentieth ordinary 
general meeting of the company yesterday states that the total 
earnings amount to £89,846 13s. 9d., as inst £86,555 17s. 10d., 
an increase of £3,290 15s. 11d. compared with the half-year to 
June 30th, 1889. en 

The working expenses amount to £40,509 13s. 3d., as against 
£39,104 15s. 5d., an increase of £1,404 17s. 10d. This increase is 


attributable to a larger sum having been written off the steamers 
on account of depreciation (£1,031), to the rise in the price of 


coals, to the opening of a new station and to the larger volume of 
traffic. | | 
Including the amount brought forward from 1889 (£3,248 16s. 6d. 
and the dividend received upon the shares held in the “ Platino” 
Company to June 30th, the balance to the credit of the revenue 
account is £59,970 17s. from which has to be deducted £13,220 for 
debenture interest, leaving £46,750 17s., of which £7,500 has been 
to the renewal fund and £5,880 to the debenture redemp- 
tion fund. This leaves £33,370 17s. The directors recommend 


the payment of a dividend of 6s. per share, free of income tax, on 


the ordinary shares for the half-year, being at the rate of £4 per 
cent. per annum, carrying forward £5,751 7s. At the correspond- 
ing period last year the dividend was at the same rate. 

Since the last half-year’s report 30 “ Platino ” shares have been 
exchanged for 18 shares of this opens 

The dividend warrants will be posted on November 14th. 

An agreement for the absorption of the Montevidean and 
Brazilian Telegraph Company, Limited, will be submitted for the 
approval of the meeting. Tbe undertakings are so closely 
that it is most desirable they should be brought under common 
control, and it is now proposed to purchase the above company b 
an issue vf 5,300 ordinary shares of £15 each in the Western an 


Brazilian Telegraph Company, Limited, ranking for dividend — 


earned after January Ist next. The agreement at present sub- 
sisting provides for the payment to that company of a percentage 
of the gross Dr of the Western and Brazilian Tel 
Company, Limited. This pue forming a portion of the 
amount paid to the London Pla L 
Limited, is a charge coming between the A and B debenture issue of 
the Western and Brazilian Telegraph Company, Limited. Con- 
sequent upon the arrangement now proposed, the proportion of 
this charge, hitherto paid to the Montevidean Company, 


meres: | 
‘The directors have the pleasure to state that after long and 


+ difficult negotiation, the Government of Brazil have‘authorised the 


tino-Brazilian Telegraph Company, | 
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company to lay alternative cables. The thanks of the company 
are due 


to the Government of the United States of Brazil for this 
decision. Steps will be now taken to lay the lines immediately 


Chai after referring to the given in the report, 
tie litical of 
the period under review. Shareholders would remember that 
when they met twelve months ago 
condition. The Brazilian Government had absolutely refused to 
as them to lay the loop cables; in face of that prohibition 

was quite impossible to proceed. In other respects, too, 


the position at Brazil was not satisfactory. That was stating it 


in as mild a way as he could put it. Immediately after the 
meeting there was a change of government in Brazil, and instead 
of with an Empire, they had to treat with a Republican 
Government. He was glad to say their experience in regard to 
the loops was more satisfactory than with the previous Govern- 
ment. They firstly endeavoured to doall they could to obtain the 
support of the British Government. Lord Salisbury met them in 
a — spirit, and enquired fully into the matter, the result 
was in the company’s favour, and they obtained the moral 
support of our Government. He considered it had done them a 
t benefit. Their rene in Brazil had been exceedingly 
active, and conducted the negotiations to the satisfaction of the 


board. With a great empire like Brazil, neither the company 


nor any Government could bring pressure to bear, they could 
only convince, and fortunately the strength of the case and the 
weight of the evidence did convince. He was pleased to say that 


‘they had authorised the laying of the cable. They were not to 


suppose that this cable would bring in any extra revenue, that 
was not the object, it was to enable them to fulfil their concessional 
obligations more effectively, and at the same time to safeguard 
the lines against interruptions. Then there was the forfeiture 
clause in the agreement, which was rendered safe by this extra 
cable. The special question before them that day was the pur- 
chase of the Montevidean pe. a Company. At the present 
time they had an agreement with the Platino Company and the 
Montevidean. The latter company had a second charge upon 
their receipts, and if the shareholders approved, it was decided to 
absorb the interests in accordance with the statement in the re- 


port. In conclusion, he proposed the adoption of the report and | 


accounts. 

Mr. Earle seconded, and it was carried unanimously. : 

The Solicitor then read the proposed agreement, which met 
with the approval of the meeting, and the proceedings terminated. 


The Metropolitan Electric Supply Company, Limited. 
Sre Joan Pgnver presided at the third annual meeting of the com- 
pany, on Friday, at Winchester House. He said: The report will 
ve explained to you our reasons for calling you together to-day. 
Under the Electric Lighting Act it is provided that companies 
with statutory powers must present their yearly accounts made u 
to December 31st to the Board of Trade not later than Marc 
25th in the year following. You will remember that our company 
was formed in the autumn of 1888, and we naturally made up our 
first year’s accounts to September 30th, 1889, and our general 
meeting was held to confirm those accounts in December last. The 
Board of Trade having intimated that they expected us in future 
to comply with these statutory requirements above referred to, we 
have found it ne to alter the period of our financial year, 
which will end in future on the last ie of December. We shall, 
therefore, call you together again in the spring for the purpose of 
submitting to you our accounts, and our meetings will henceforth 
be held in the beginning instead: of the end of the year. I am 
glad to meet you to-day, for I am anxious to place before you such 
information as will enable you to share with the directors the con- 
fidence which they feel with regard to the position and ts 
| pany. I have always felt, as chairman of other com- 
anies, that the more we strengthen the confidence between th 
irectors and the shareholders the more smoothly we proceed and 
the more satisfactory is the business conducted. When we last 


had the pleasure of meeting you, I stated that we were supplying 


current for 15,000 lights, to 58 customers. We are now supplying 
current for 40,000 lights, to 300 customers. I may state that this 
number is largely in excess of that supplied by any other com- 
pany in the United Kingdom, and that it is equal to about one- 
third of the total number of lights supplied in London by public 
companies. I am informed by our manager that we hold contracts 
for a further 10,000 lights, and that there are many more appli- 
cants who are negotiating with us for the supply. Indeed, I may 
say that it has been our experience that the number of applica- 
tions grows steadily with and in proportion to our number of cus- 
tomers. I have in my hands a table showing the monthly in- 
crease of our lighting during the present year, which will give 
=~ some idea of the steady and assured growth of our business. 
can also read to you a few of the testimonials we have received 
expressing entire satisfaction at the sup ly. That is another im- 
portant point. I daresay you have eard a great many com- 
Le about the electric supplies of other co ies. We have 
nothing but complimen letters from our various cus- 
tomers, which gives us after all the best assurance of the rapidly 
increasing confidence in our supply. I think it as well that I 
Should read the testimonials, they are important. Mr. 
Augustus Harris, of Drury Lane Theatre, says:—“ I have no 


they were in a parlous 


hesitation in affirming that the electric light supplied by your 


company, the M itan, is and has been in every way satisfac- 
tory, both as to quality and or spas Mr. Geo wardes, 
of the Gaiety Theatre, says :-—“ y to your inquiry, the light 
you have been supplying is extremely satisfactory. ere is not 
the slightest fault to find with it, the current be lar and 


the light brilliant.” Mr. Kennedy, of the Exeter Hall, says :— 
“T am pleased to inform you that the installation of the electric 
light at the Central Young Men’s Christian Association has proved 
a complete success. We are very pleased both with the continuity 
and the quality of your supply, and I shall be at all times pleased 
to afford any persons Dre Der card an opportunity of viewing 
the light.” Mr. Compton, Garrick Theatre, says :—‘ I beg 
to state that the lighting of this theatre ig in every way satisfac- 
tory, both as to purity and larity.” Messrs. Hampton and 
Sons state :— We have much Deus in. stating that the light- 
ing of our premises upon the low tension system is most satisfac- 
tory, the whole 640 lamps giving a good steady light. We 
heartily congratulate you upon its success.” I am just reminded 
by one of the directors, who is a t personal friend of Mr. Hare, 
another excellent testimonial. Mr. Hare’s statement as an 
actor was :—‘ I feel when I leave the theatre at night quite a dif- 
ferent man from what I used to be when we had t a ny I find, 
because I breathe a pure atmosphere, that I can do my work 
better and more effectively, and altogether I find, even from a 
sanitary point of view, that it is immensely beneficial to theatres.” 
You see I have not given you private testimonials, but those of 
our theatres, where it is so important. that the light should not 
only be steady, but brilliant, and I think these evidences of what 
we are doing are a very striking proof of what. we may expect in 
the future. I am now po to show you, ig ec the s of 
our lights, and how they have grown. On March Ist we had 
16,000 lights, on, April 1st 19,000, on May Ist 21,000, on June Ist 
22,000, on July 1st 28,000, on August 1st 30,000, on September Ist 
33,000; on October lst 36,000, and on November Ist 40,000. You 
will observe that we have passed through the summer with avery 
fair average, and before the end of the year I expect to see at 
least 10,000 lights added. A glance at the map which we have 
Le bee will show you the magnitude of our operations. You 
ill notice the suppl stations at Whitehall, Sardinia Street, 
Rathbone Place, auchester Square, together with the vast 
system of underground mains that have been carried out. Upwards 
of 40 miles of mains bave been already made, and we roughly 
estimate that to complete our system at least double this quan 
will be required. The following statistics on the subject of 
areas may be of interest as showing their magnitude and 
im ce. The average 2 is 3,105, houses 46,451, 
and the rateable value £4,500,000. The report states that we 
have obtained powers over Paddington. This district adjoins our 
other areas, and therefore will form part of our general system. 
We have obtained an advantageous site on the canal bank, and are 
about to.commence active work, supplying, in the first instance, 
from our Manchester Square station. This will enable us to supply 
light immediately. I may here observe that we have no inten 
of applying for further districts at the present time. We do not 
consider that we shall be) justified, with our present issue of 
capital, in incurring further reaponel pitty and liability. We are 
satisfied that our present areas are amply sufficient both in size 
and san vipa to take up all our energies, and we believe that it 
is equally conducive to the interests of shareholders and consumers 
that we should develop the resources we have ereeey uired. 
Our capital at the present moment is £500,000. en I was 
examined before the committee which was appointed to inquire 
into the general electric lighting of London, I stated that I would 
not be satisfied as chairman of this un or until our capital be- 
came at least £2,000,000. I hold precisely the same opinion 
to-day, after two years’ experiencp of the work before us. I will 
now déscribe to you, in as few words as possible, the present con- 
dition of our supply stations. Our Whitehall station has caused 
a certain amount of disappointment owls. to the fact that the 
large block of buildings called Whitehall Court, which it was 
originally constructed to light, and which we were under contract 
to supply as and when required, is not being occupied quite so 
speedily as we might have expected. Owing to this delay, we 
have not been able to utilise the station to its full capacity. We 
were, therefore, unable to count upon this station as a source of 
profit during the construction of our other statfons, as at one time 
we had hoped to do. I may state that the Whitehall Court build- 
ings’ are now being let satisfactorily, and I therefore hope that 
before long the station will be fully taken up. I informed you at 
our last meeting that we had given an order to double ite capa- 
city. This contract has been carried out. The machinery is now 
in working order, and we are ready to with any demand of it 
that may arise. We have at this moment 19,500 lights ru] 
from this station, and I may state that we have here a plant eq 
to supplying 50,000 7: I very much hope that as many share- 
holders as possible willtake an 5 cg aa of visiting this station, 
as it will enable them to realise the magnitude vf our under- 
taking. Orders to view our works can be had at the secretary's 
office. From this station one of the largest installations in Lon 
—that is, Drury Lane Theatre—is being lit. The next station 
that I shall refer to is Rathbone Place. I have already informed 
you of the circumstances which led us to purchase and develop 
this small station, which has existed for some time on this site. 
The new machinery which was ordered some time is now fast 
approaching completion; indeed, it would have ' finished 
before now had it not been for many serious difficulties which have 
now, I am glad to say, been successfully overcome. These diffi- 
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culties were of a mixed character. In the first place, I daresa 
ou know that if a man has a house alongside any electric instal- 
tion, his belief is that he ought to bleed the company to some 
extent, on the ground that he is inconvenienced by the vibration. 
We have had injunctions without number, but all those injunc- 
tions were overcome in Rathbone Place. So much confidence have 
we in the value of this station that three days ago we pur- 
chased by auction the long lease of the building in which this 
station is situated. I may state that the price paid was a 
most reasonable one; in fact, we are advised that it is a great 
bargain, and the property will yield a very satisfactory return on 
the outlay. I may state that Rathbone Place is a most central 
station, and likely to give every light required. The number of 


lights we are now supplying from Rathbone Place is 6,000. This 


number could have been very largely increased, had it not been 
thought advisable during the construction operations to abstain 
from overloading this station. Manchester Square is the next 
station to which we attach very great importance. It is situated 
in the midst of the wealthy parish of Marylebone, and promises 


‘to be one of the most lucrative stations in our districts. You may 


remember that at the last meeting I informed’ you we had made 
advantageous terms with the London Electric Supply Corporation, 
by which we took over from them the existing network of mains 
in the Marylebone district. We were thus enabled to supply from 


- this station the whole of the then existing demand as soon as our 


machinery was ready torun. By this means, although the ma- 
_chinery has only been at work for a period of four months, we are 
now supplying 11,000 lights. It is impossible to exaggerate the 
difficulties which are incurred in excavating the streets of London, 
and in avoiding the numberless pipes already laid. I may state 
‘that the whole of these works are being executed by our own men, 


‘under the superintendence of our engineering staff, and I can 
safely say that this is far more economical than that of employing 


contractors. These works have necessarily brought us into fre- 


“quent contact with the local authorities, and with the County 


‘Council, and I should like to take this opportunity of expressing 


‘publicly our appreciation of the kindness and courtesy shown to 


us by the officials of these bodies. Turning to our financial posi- 


‘tion, I would remind you that owing to the circumstancés under 


“which we have called you together, we have no audited statement 
to submit. We have, however, gone very carefully into the matter, 
and I have no doubt that it will be satisfactory for you to hear 
that even with the necessarily small amount of our revenue at the 
close of last year and at the commencement of this, we have every 
reason to believe that we have more than paid our way. We are 
very pleased to be able to make this statement, for the following 
‘reasons, which we are anxious that you should carefully bear in 


mind. Our working expenses in the past, and even at the present, © 


are, with one exception, the same, to all intents and purposes, as 
‘they will be when we are supplying double, nay treble, the num- 
ber of lights which we are at present doing. Of course, the one 
“exception is the item of coal. Otherwise, we have, at present, an 
engineering staff almost sufficient to cope with the maximum out- 
put wes hereafter be called upon to supply. Hence the in- 
crease of working expenses bears no proportion to our increase in 


_ trade, and the larger our number of lights, the greater our profit 


on each light. The reason which makes it necessary to employ 


‘what may, at first sight, seem an excessive engineerin 
staff at our stations, is that it is necessary that we shoul 
“have a staff in the future sufficiently experienced to accept 


‘the responsibility which a full demand will impose; and it 
must also be remembered that our stations require almost 
as much supervision and attention now as at any time. I 


trust that I have made this sufficiently clear to you, because it 


will enable you to grasp some of our initial difficulties and to 
‘appreciate the importance of the statement that we have already 
made, that we are making a small profit. With the present large 
growth of business over what it was six months ago, and with an 
assurance of a continuous and steady increase from the present 
time, we believe that we are perfectly justified in stating, as we 
do in the report, that we look forward to a satisfactory dividend 
being earned during the ensuing year. I have heard some people 
say that a dividend might have been expected during the present 
year. I think this is a little unreasonable, inasmuch as the com- 
pany has only been founded for a little more than two years, and 
as only been in possession of its Parliamentary powers for little 
_more than one year. During this time the works which I have 
endeavoured to describe to you have had to be executed, and 
already we are able to announce that, with an average output 
during the present year of, say, 25,000 lights, and with our work- 
ing expenses, as I have already endeavoured to show you, almost 
as heavy as they will ever be, we have run at a small profit. It 
.does not, therefore, take much power of calculation to show that 
‘we may confidently look forward .to a substantial return in the 
near future. I beg to move the adoption of the report and 
accounts. 
Sir Robert N. Fowler, Bart., M.P., seconded the motion. | 
A Shareholder asked whether he understood that 30,000 lights 
The Chairman : Not necessarily. We are now selling our elec- 


_ tricity by meter, and, therefore, it may be more or may be less. 


We must have a year or two’s experience of how the meter works 
_out before we can give a definite answer to that question... 
» The Shareholder: I wanted to know what the 100,000 lights 
‘mean. | 


The Chairman : We cannot answer that question yet, but if you 


ask my private opinion you might take it at about 103. (A Member .. 


of the Board: More than that.) 


A Shareholder‘ We shall get a key to itif you tell us the pre- 
sent revenue of the company.’ #19 
The Chairman said he estimated the income of the present 


_ quarter at £10,000. 


A Shareholder enquired whether the company was going to 
supply motive power as well as the light. 
The Chairman replied that light was their primary object, and 
the demand was such at the present time that they had no time to 
turn their attention to supplying the motive power. -~ 9 
The motion was then put; and carried unanimously. Aa 
Mr. Giles, M.P., then moved the’ re-election of: Sir James 
Anderson, Mr. J: Spencer Balfour, M.P., and Sir George Elliot, 
Bart., M.P.; as directors of the company. 


Mr. Dibley seconded: the motion, which was agreed. 
- After the re-election of the auditors, ‘a vote of thanks’ was 
accorded to the chairman and board, which was duly'‘sicknow. 


053 


ledged, and the proceedings terminated. - 


t 
. 


West India and Panama Telegraph Company. 


In accordance with the report published ,in our columns last 


week, the meeting of this company was hèld at Winchester House, 
on Wednesday, under the presidency of Mr. C. W. Earle. In 
taking the report as read, he said the report was the most satisfac. 


tory one which had ever been presented .to the shareholders, - Jt 
was not a very brilliant one at the best, and as long as the condj- 
tion of the field remained as it 1s now, there was little probability, 


in his opinion, of its ever being a very brilliant -result. Traffic 
receipts were slightly larger than before. Working expenses, 
other than repair, were less than usual. Repairs to cables were 


in excess of previous years, but this had the compensating advant- 
age of their putting less to the reserve fund. They were within 
measurable distance of the riddance of the incubus that laid upon 
them in the shape of arrears of dividends on the preference shares. 


At the present time they owed £1 83. 6d. per share on the second 


preference only, the total coming to £6,653. When they. com- 
pared that. with the £56,000 owed in 1884, he considered, good 
pe had been made. At the request of the colonists, they 

ad duplicated their lines. Although nèw traffic would not arise, 
there would not be the loss incident, on interruption. The 
difficulty at Demerara was practically settled, and they would 
shortly lay a cable between Trinidad and Georgetown, Deme- 
rara. The ship, Grappler, was already lying in the Thames 
waiting for the cable. After referring to his watching the 
interests of the company at the Telegraphic Congress, he 
said traffic receipts were good and he was really beginning to 
have hope of a better state of things. But they must not, run 
away with false impresssons because they were coming out of bad 
times. Their receipts per mile were not half we ereren of any 
other cable company. He would ask ordinary shareholders not to 
expect that they were going to run into dividends, for they would 


‘soon lose the Martinique subsidy, the prayers: subsidy would 


also cease in a few years, therefore he would not foster any 
exaggerated notions about the value of the shares.; 
In answer to questions he would leave the problem of receiving 
ordinary dividends to shareholders themselves. ‘ 
A vote of thanks to the chairman terminated the meeting. .. 


Kelviuside Electricity Company, Limited.—This 


company was incorporated in 1889 to supply electricity for illumi- 
nating and other purposes in the district of Kelvinside, the prin- 
cipal residential suburb of Glasgow. At the request of the local 


- authority, and in order to efficiently supply the district, the 


directors resolved to increase the capital from £10,000,,to.£50,000, 
and accordingly the capital has now, by special resolution of the 
company, been increased to the above-mentioned sum of £50,000, 


in £1 shares. . The unsubscribed capital is now offered for sub- 


scription, payable 2s. 6d. on application, 2s, 6d. on allotment, and 
the balance, as required, in calls not exceeding 53., at intervals of 
not less than three months. This is the only company which has 


powers to supply electricity under the Electric Lighting Acts . 


in that district. According to estimates, the capital outlay for 
plant required for a full installation of 30,000 glow lamps will 
amount to £40,000. “at 


Swan United Electric Company.—At the meeting of 
the shareholders, which is to be held on the 25th inst., the direc- 
tors will recommend a dividend of 10 per cent. for the year ended 


‘September 30th. 


An Elmore Copper.Company for America.—A pros- 
pectus is announced to be shortly issued of an Elmore copper com- 
pany for the United States. 
Commercial Cable Company,— This company las 
opened a branch office at 4, Charing Cross,S.W. sss 

‘TRAFFIC RECEIPTS.’ 
The Western Brazilian Telegraph Company, Limited: the week 
ending: November 7th, after‘deducting the fifth of the gross receipts payable 
to the London Platino-Brazilian Telegraph Company, Limited, were £3,979. 
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SHARE LIST OF ELECTRICAL COMPANIES. 
Prevent À Stock or À Closing Business done 
Share. | (Novembera) | (November is), | “November is 
250,0001| African Direct ph, 4 c. and to Bearer 100 99 —102 99 —102 ) "99% | — 
1,549,1601 Te Stock 49 — 50° 49 — 60 
2 725,4201 Do. do. C. … | Stock 85 — 86 85 — 86 85} | 934 
2,725,4201 Do. do. Deferred ... 131— 133 18 — 13} 187%; | 18 
130,000 Brazilian Submarine Telegraph, Limited .. 10 113 11}— 114 11%; | 11 xd 
84,5001; Do. do. 5 p. c. Bonds... die . 100 101 —103 101 —103 & bonus 
75,0001 Do. do. 5 p. c. 2nd Series, repayable June, , 1996 100 104 —108 104 —108 108 si 
63,416 | Brush Electric Engineering Ordinary, Nos. 1 to 63,416... : .. | © 3 lf. M4 1i—. 14 
63,416 Do. do. Preference, Nos. 1to 68,418 ...| 2 lj— 2 li—. 2 | 
$7,216,000 | Commercial Cable, Capital Stock … $100 | 102 —104 | 102 —104 
224,860 | Consolidated Telephone Construction and Maintenance, Ltd. | |. 4— 4— Life 
- 20,000 | Crompton & Co., Limited, 7 p. c. Pref. Shares, Nos. Lio 20,000 Stock | .53— 5} 5t— 5} LE 
16,900 | Cuba Telegraph, Limited … 12 | 11— 12 
6,000 Do. do. 10 p. c. Preference RES lo | 17 — 18 17 — 18 à | 
‘12,981 Direct Spanish Telegraph, Limited _.., (24 paid) 5 44 |: 4} 4 3% 
6,090 do. 10 p. o. Preference ... … 6 8;— 94 91. 
- 60,710 | Direct United States Cable, Limited, 1877 20 10i— 10$xd| 10 — 10} | 104 104 
400,900 | Eastern Telegraph, Limited, Nos. 1 to 400,000 10 14 138§— 134 1315 | 13 
70,000 Do. 6 p. c. Preference | 14$— 154 14j— 15} | 15} 14} 
200,0007| Do. 5 c. Dehs. (1879 issue), ay. Aug. 1899 100 106 106 —109 
1,200,0001 Do. . ¢. Mortgage Debenture Stock Stock | 103 —106 ‘103 —106 10 103 
250,000 | Eastern Extension, ustralasia and China Telegraph, Limited | 10 14 — 144 13§— 145 iat 1845 
320,0001| Do. 6 p.c. Debentures, repay. February, 1891... 100. |: 100 —102 100 —102 . 
91,8001 5 p. c. (Aus. Gov. Sub.), Deb., reg. } 100 | «102 —105 | 102 —105 
825,2001 975 and 4 ,327—6,400 ... | - 100 102 —105 102 —105 
astern and Sou can Te 5 p. c. Mort. Deb., 1900 | AA eet, 
145,300! { redeem. ann. drawings, Registered Nos. 1 to 2,343 
| __ 198,200! Do. do. do. . to bearer, Nos. 2,344 to 5,500 100 101 —lvu4 101 —104 
45,000 | Electric Construction, Limited, Nos. 101 to 45,100 10 BE 
19,900 | *Electricity Supply Co. of Spain, Nos. 101 to 20,000 5 43— 5} - rit 
70,000 |- Elmore’s Patent Copper 6 sperme Ltd., Nos. 23,001 to 70, 000 2. G— 6j | 4i— 4} 58 4 : 
67,385 Elmore’s Wire Manufacturing, Limited, Nos. 1 to 67,385 |, 
, issued at 1 pm. all paid (£14 paid) $ é ie 
~ 20,000 | Fowler-Waring Cables, Nos. 301 to 20 000 | ++ (£4 only ape 5 24— 3 24— 3} 

180,227 | Globe Telegraph Limited 10 9— 8&— | 

180,042 Do. do. 6p.c. Preference...’ 10 14ÿ— 15 | 

- 150,000 | Great Northern Tel. Company of Copenhagen 10 | 153— 164 15}— 16} RAA AVR er 

15,0001 | do. 5 p. c. Debs. of 1881). 100 101 —104 101 —104 “10144 

230,009! do. do. issue of 1883) - 100 104 —107 | 104 —107. | 105 
9,3341 and Ltd., Ordinary, Nos. 4,667 to 14,000 ... 10 ilg— 123 11k— 12) F- 
5,3341 Do. 79. ¢ umulative Preference, Nos. 2,667 to 8,000 10 Llg— 124 Lig— 124 
41,609 India-Rubber, Gutta-Percha and re Works, Limited . 10 18y— 19; 18 — 19 184 
200,0007 Do. do. 4 p. c. Deb., 1896... 100 —1u2 100 —102 
17,000 Indo-European Telegraph, Limited... ee 35 — 37 xa| 35 — 37 
11,334 | International Okonite, Ltd, Ordinary Nos. 22, ,667 to 34 1000 (27 pd.) Bow... 64— 7 6k— 74 
11,334 Do. do. Preference Nos. 5,667 to 17,000 =... | 10 bh— 7 64— 74 
38,348 | London Platino- Brazilian Limited ... 10 74 64— 74 
100,0001 Do. .e. Debentures 105 —108 | 105 —108 
43,900 *Metropolitan Electric Supply, Limited, Nos. 6,101 to 60,000 .. 10 o — 53 5k— 6 | 
438,984 | National Telephone, Limited, Nos. 1 to 438, 984 ... js ai 5 4g— 43 4k— 43 48 4 
15,000 Do. 6 p. c. Cum. Ist Preference .. 10 12 — 125 | 12 — 123 
15,000 Do. 6 p. c. Cum. 2nd Preference (28 only paid) 10 93— 103 94— 104 
| 220,000 | Oriental Telephone, Ltd., Nos. 80,001 to 300,000 (11/- only paid) 1 t—; $: tk à 
| South of Tague T leph “Ordinary, Nos. 1 to 
| South of En ele one, ary, 08. 2,000, “de LE 
9,501 to 8,500, 98,251 to 800,000 1 
20,000 Do. 6p.c. Cum. Pref., Ne. 1 to 20,000 Lars only paid)| 5 24— 3 xd 2k 3 
3,381 | Submarine Cables Trust Se Cert. | 118 —117 113 —117 7 
78,949 | Swan United Electric Light, Limited _.. ‘(£34 only paid) 5 s— à 5 — 5! 53 ia 
37,350 | Telegraph np “à and Maintenance, Limi ee’ 43 — 45 43 — 45 45 44 
150,000! Do. do.. 65p.c. Bonds, red. 1894 | 100 | 100 —102 100 —102 
58,000 | United River Plate Telephone, Limited - § 3— 4 
. 146,1281 Do. do. 5 p. c. Debenture Stock... ...| Stock 90 — 94 90 — 94 
3,2001 Do. do. 7 p. c. Debs., Nos. 1 to 1,000 
15,609 | West African Telegraph, Limited, Nos. 7, 601 to 23,109... ... 10 B;— 93 8i— 91 | 
290,9002 Do. do. do. 6p.c. Debentures ... 100 |. 98 98 —101 994: | 99 
80,000 | West Coast of America Telegraph, Limited a ect 4— 6 4— 6 4 Re 
150,000! Do. do. do. 8 p. c. Debs, repay. 1902 ai 100 102 —107 102 —107. | 105 1044 
64,174 | Western and Brazilian Telegraph, Limited a ios L5 11 — 11; | 11 — 114 118 | LR 
27,873 Do. do. 6p.c.Cum. Preferred... 7% |. G— 7: | 6- 61 
. 27,873 Do. do. do. 5p.c. Deferred .. 74 4i— 5 6 | 
. 200,0007 Do. do. do. 6p.c. Debentures vet © ” 1910... 100 103 —106 | 103 —106 | 
* 250,000! Do. 6p.c. Mort. Debs., series “ B” of ’80, red. Feb. 1910 100 | 103 —106 103 —106 ae 
88,321 | West India and Panama ‘Telegraph, Limited  … - 10 3— 3} 3i— 33 3,5, 3} 
34,563 Do. do. do. 6 p. c. lst Preference ree 10 lige 18 1l4— 12 11 is Lig 
| 4,669 Do. © do. do, 6 p. c. 2nd Preference  … 10 14 — 15 14 — 15 : 
, 1,336,000 | Western Union of U.S. Tel., 7 p. c. 1st Mort (Building) Bonds $1,000 | 120 —125 xd| 120 —127 
175,100 Do. do. 6 p. c. Sterling Bonds ~ 100 99 —103 09 —103 | 
42,853 |*Westmstr. Elec. Sup. Corp., Ord., Nos. 101 to 42, 953 (£3 only paid) 5 2i— 3 2 —- 3 . 24 DE. 
* Subject to Founders Shares. on) 
LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 

Black soil Electric ‘Tramway Company, Limited, £10 (26% paid), 73—7%. —Elmore Copper Depositing Priorities, 7 —74.—Elmore’s 
French Patent Copper Depositing shares of £2 (issued at 103. premium, 153. paid), 23—2§.—House-to-House Company (£5 paid), 
43—5;.—London Electric Supply Corporation, Ordinary (£5 paid), 2}—2}.—Manchester Edisoa rey Swan Company, £3, > | 
paid) 11/- —Woodhouse & Ordinary of £5 (£2 103. paid), 24—3. —Preference, 

hers or Disconwr.—5 cent. (25th September 1899). 
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INDUSTRIALISM.* 


By W. B. ESSON. 


(Concluded from page 554.) 


But how does this affect the workman himself? Well, gene- 
rally he works shorter hours than ever he did, and the purchasing 


_ power of the wage he receives is higher than ever. Individually, 


or in combination with others, he is free to bargain with his em- 
ployer for the price of his labour, and nobody interferes. Yet, 
that he is far from satisfied with his lot, is a matter of daily obser- 
vation. That the employer is displeased with his profits is also 


made manifest. That both fail to adjust their differences 


amicably is a fact which continues to be emphasised by constantly 
recurring strikes and locks out. In June of this year, for 
example, there were 79 strikes recorded, in July there were 99, 


and in August the number rose to 105. Some of these were of . 


considerable magnitude and importance. The dock labourers and 


seamen headed the list with 16. The cotton trades come next — 
with 15; the building trades follow with 12 and the miners with 9, | 


the remainder being divided among the miscellaneous trades. 
Since then strikes in the iron and shipbuilding trades have been 
rife. As I write+a strike in the tin-plate trade has just ter- 
minated, battalions of troops are held in readiness at Chatham to 
quell disturbance should the Beckton gas stokers strike, news 
comes that for the first time in the history of our iron manufac- 
ture all the Scotch furnaces, with the exception of ttose at Carron 
and Wishaw, are out of blast, the furnacemen having struck work. 
It must be remembered that each strike or lock-out is a confession 
of failure on the part of employers’ associations or men’s unions to 
adjust their differences in a reasonable spirit. These combina- 
tions exist for the purpose of settling labour disputes peaceably. 
A strike or lock-out is the last resource of either, and when this 
has taken place employer and employed stand related to each other 
as do two nations who, after vainly attempting to come to terms 
in the council chamber or refusing to submit to arbitration, 
determine to meet in the battle-field. . The industrial battle, 
though generally a bloodless one, is inevitably disastrous, which, 
ever side gains, and these violent methods of settling disputes can 


only be regarded as constituting a virulent disease to which the | 


industrial organism in its present stage of development is ex- 
ceedingly liable. Nor can disease seize on one part of the system 
without producing, to a greater or less extent, functional derange- 


ment throughout the whole. A strike amongst the blast furnace- ‘ 


men, for instance,-while it reduces the output of iron, throws upon 
the market a quantity of coal, which, before the strike, was used in 
smelting. This will make prices fall, and if the strike were long 
continued, would probably lead to a reduction of the miners’ 
wages. Again, if the demand for iron keeps up, the price will 
rise as stocks are exhausted, and the price of manufactures in 
which iron and steel are employed, will rise accordingly. Owing 
to the rise, the demand in the shipbuilding and other iron- 
using industries will fall off, and the wages of those engaged in 
them may be in turn reduced. Of course I don’t say that all these 
things will inevitably occur. What I mean is that the strike creates 
forces tending to make them happen, and which, if applied for 
a sufficiently long period, would doubtless have the result indi- 
cated. I use this illustration to show that every branch of in- 
dustry hangs as it were upon another. Men think they are 
fighting the capitalist, when they are really fighting the workmen 
in a different branch of trade as well, and endeavouring to obtain a 
rise of wages partially at their expense. Emphasising this very 
point, there comes, while I write, the news that a thousand men 
are locked out in the engineering works at Newport, owing to a 
dispute between the smiths and boiler-makers.f As a matter of 
fact, profits and wages are derived from the same fund, employer 
and employed alike endeavouring to make the shares they respec- 
tively receive as large as possible. | 

Then outside the region of skilled labour, to which the obser- 
vations in preceding paragraphs are mostly applicable, is a host of 
unskilled workman whose condition in many cases is, to say the 
least, precarious. Towards the Docks and the East-End drift this 
flotsam and jetsam of labour, and the attempts, successful to some 


__extent, to form the dockers at different ports into a compact com- 


bination capable of bargaining for its services en masse, will be 
fresh in your memories. In the organised branches of,this labour, 
however, strike has followed strike for the past twelve months in 
rapid succession. The Southampton riots are an affair of a month 
ago, and to-day steamers are lying in the London Docks with grain 
cargoes which corn porters refuse to unload, notwithstanding the 
advice of their union leaders to the contrary. The right of men 
to strike is admitted. The principle of free labour is, that if a 
man is dissatisfied he is at liberty to leave work and make a better 
bargain for his labour elsewhere. But while admitting the right, 
it is quite another question whether this right is being exercised 
to advantage or disadvantage. It seems here that the men have 
got quite beyond the control of the Union officers. Intoxicated with 
success they seem to think that there are no extremes to which. 
they may not go. They are like an army which, in the triumph of 


* Presidential Addreas delivered to the Old Students’ Associa- 
tion of the City and Guilds of London Institute at Finsbury 
Colleve, November 6th,-1890. : | 

+ October 5th. October 6th. 


victory, exhibits insubordination, becomes disorganised and falls 
an easy prey to an enemy on the watch for advantages. 

That strikes are a blot on Industrialism is admitted by all, nor 
is evidence wanting to show that they are conducted cg ee in 
that spirit of militancy which is inherited from more barbarous 
ages. Coercion and intimidation are frequently resorted to. Riot. 
ing is common, and the strikers when arguing with the recalcitrant 


“ blackleg ” are not averse to occasionally the chief 


ints by the aid of sticks or crowbars. In fact, gentlemen, we 
Save in the conduct of a modern strike the old aggression 
appearing, we have the persecution, the intolerance and the 
oppression bred in our bones made manifest. We have all the 


evil of the human nature of our time revealed, which only 
. the discipline of centuries to come can thoroughly eradicate. 


But outside organisation of any kind is a shiftless throng of 
humanity hving in rookeries, degraded, ill-clad, and worse fed. It 
is almost impossible for us to conceive how these creatures exist, 
As you know, competition is blamed for much of the evil in the 
East-End, and a Sweating Commission investigated the conditions 
under which the poor live but a short time ago. After collecting 
information regarding their lives from all sources, the Commission 
issued a bulky report, which is practically bare of suggestion. It 
is, in short, an acknowledgment that for the precarious wages and 
the state of misery revealed, the legislature can offer no remedy. 


_ Irremediable though it may be, however, it is still a blot on the 


industrial system. 


But trade disputes, inadequate wages and poverty, are not the. 


only blots observable. Writing of Glasgow, fifty years ago, a 
writer remarked that every Saturday and for the most part of 
Sunday, ten or twenty thousand workmen were more or less in- 
toxicated, every farthing which could be spared being too oftc. 


converted into ardent spirits. “The same individuals, who, a. 


year before, were reduced to pawn their last shreds of furniture to 
procure subsistence, recklessly threw away the surplus earnings 
of more prosperous times in the lowest debauchery. The warnings 
of religion, the dictates of prudence, the means of instruction, the 


‘lessons of adversity, are alike overwhelmed by the passion for 


momentary gratification.”* That was written in 1840, but it is 
fairly true to-day. Anyone who studies clogely the habits of the 
labouring classes in our large towns, cannot fail to be struck with 
the truth of Mr. Alison’s observations. Improvidence, extrava- 
gance, and intemperance, are the besetting sins of the British 
workman. “ Very few of them lay by in anticipation of times 


_ when work is slack; and the general testimony is that higher 
. Wages commonly result only in more extravagant living or in 
drinking to greater excess.” From personal experience of work- 


men, I should say that in the large towns of England there is 
spent on an average from 15 to 20 per cent. of the earnings on 
beer and tobacco. Providence plays but an unimportant part in 
their lives. They listen to the voice of instinct and follow the 
promptings of unregulated desire, but for the most part lack that 
power of self-denial which should enable them to sacrifice present 
enjoyment in order to obtain future benefit. I speak of them now 
as a class, but that there are many exceptions to this general rule 
goes without saying. Nevertheless, it will be observed that the 
labourers’ grievances are largely of their own creation. Though 
they talk much of co-operation, they continue to pour the possible 
capital down their throats or blow it in the air. _ | 

ere then is the position of things. The units composing the 


industrial community are excedingly imperfect, consequently the 


present industrial system works imperfectly, production bein 


_ hampered by continual bickerings, not only between employer an 
employed, but between the various sections of the latter as well. 


The earnings of industry after paying rent and taxes are divided 
into two parts, one payable to the capitalist for the loan of his 
capital, interest, the remainder constituting a wages-and-profite 


= fund, which is divided between the managers and the workmen. So 


far as can be made out, it is the contention of the workman that the 
latter fund is unfairly divided, and in one or two words we may 
examine the conditions which regulate the division. First, how- 


ever, it is necessary that the amount payable as interest be con- — 
fused in no way with the amount devisible as earnings of manage- 
_ ment and earnings of labour among the producers. Though the — 
_ same individal may be capitalist and manager, as often happens, 


the sums payable as interest and as earnings of management are 
to be considered quite separately. The amount due to interest 
is represented by the sum which the employer would get for the 


‘use of his capital if it were lent to a business man who managed a 


concern of the same kind as his own and having similar risks, is 


. determined, in fact, by the market price of capital. This, as 


everyone knows, depends upon the demand for the use of money 
and the risk attending the lending of it. A Corporation whose 


” security is excellent, can borrow readily at from 3 to 34 per cent. 


But where there are various risks involved, as in most trading 


_concerns, the borrowers have to raise money on mortgage deben- 


tures at 44 to 5 per cent. Let it be understood that the capitalist 
has not fixed the amount of interest. That has been fixed by the 
competition for the aid of capital and the conditions under which 
it is lent. If the demand for the use of money is great, 
interest is forced up; if it gets less, interest falls. I 
conceive that the : workman’s objections are not to the 
interest the employer as a capitalist receives, but to the 

rofits or, more properly, “earnings of management” which 
he takes from the wages-and-profits fund. Indeed, the work- 
man by placing his savings in the bank may himself become a 


* Mr. Alison on a Population,” Vol. I., page 290. 
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capitalist to the extent of his means and get paid for the use of 
his money. 

The sont due to interest being deducted then, the wages- 
and-profits fund remains to be divided amongst the pro- 
ducers. You are no doubt familiar with the saying that the 
amount of w received by any ire er section of the com- 
munity is re ted by the supply of, and demand for, their par- 
ticular kind of labour. But that there are secondary forces 
coming into action which, in conjunction with supply and demand, 
are beginning to exercise an important influence on the rate of 
wages must be apparent to all who have watched recent labour 
movements. “In an industrial conflict,” said Prof. Marshall re- 
cently, ‘each side cares for the opinion of the Fungo at large, but 
especially for that of those whose sympathy they are most likely 
to get; in the South Wales strike, for instance, the railway com- 
panies were specially anxious about the good opiuion of the 
shippers and the engine drivers about that of the colliers.” * Thus 


we see that in addition to the influence of supply and demand the 


influence of public opinion is being brought to bear on questions 
mes Bes the adjustment of wages or to the distribution, if I 
might better put it, of the nett industrial returns. Supply and 
demand are, however, the great regulators, and upon these mainly 
the adjustment of wages ry gee The capitalist is outside this 
adjustment. It is effected by 

sections of workers for different kinds of labour ; and the higher 
wages offered to any particular branch when the labourers become 


scarce in it form the inducement for others to come in, thus in- 


creasing the supply, and tending to bring the wages down to their 
normal level. 


and profits fund, and ceteris paribus less remains for the time 


being for division sort bs other workers;. if business power is 
ess 


lentiful, Rae is paid, and the workers temporarily 

efit. the employer is capitalist and manager at the same 
time the relation still holds good. True, he may pocket an 
apparently large sum as earnings of management, but on the 


other hand his enterprise, energy, ability and fertility of re- 


source have to be paid for. 


It is a common saying that a large return means a great risk, 


and in the case of businesses making large profits, the employer’s 


share may Very often be regarded either as the reward of genius 
and foresight, or as the higher interest he obtains for his capital 
under the exceptional risk of losing it. Competition between 
manufacturers in an ordinary way, however, is constantly tending 
to reduce earnings of management, and in bad times an employer, 
who is manager 
endure all the trouble and worry of 
nothing, gaining, in the end, merely a bare interest for his money, 
such as could be obtained without trouble by lending it to some- 
one else. In a joint stock concern the business is conducted by a 
manager and of directors, who both receive wages of 
management, the capital being furnished by the shareholders. 
The latter receive a return as interest, and if this rises above 
the market rate, there are forces applied at once to bring it 
down to the normal.in the form of new companies starting in the 
same business and ‘entering into competition. What I wish to 
point out most clearly is that there is for each kind of labour a 
normal wage value, determined by the proportion which the wages 
in different employments bear, in order that a supply of workers 
in each may be forthcoming to meet the demand. ie the com- 
petition amongst the different classes, or, in other words, supply 
and demand, constitute the chief forces which tend to maintain 
wages at this normal value. 

The various combinations of employers and employed have 
attempted to modify the relation between the wages of dif- 


ferent labourers, but whether such combinations can effect, 
under present arrangements, any considerable change of a perma- 


nent character, is open to doubt. It seems to me that “ corners ” 
in labour, like corners in raw materials, are very likely to defeat 
their own ends, and that combinations which seek to obtain more 
than their proper share from the wages-and-profits fund, are 
unlikely to meet with other than that temporary success which 


adjusts their wages again to their normal level. But the present 


_ condition of industry is transitory, and only suited to the times. It 


represents a stage in the growth of Industrialism, and as fast as 


sible, just so fast will a better state be developed. “It 
18 quite possible,” as Mr. Spencer says, “to hold that when 
instead of devouring their captured enemies, men made slaves 
of them, the change was a step in advance ; and to hold that this 
slavery, though absolutely bad, was relatively good, was the best 
thing practicable for the time being. It is quite possible, also, to 
hold that when slavery gave place to a serfdom under which cer- 
tain personal rights were ised, the new arrangement, though 
in the abstract an unequitable one, was more equitable than the 
old, and constituted as great an amelioration as men’s natures 
then permitted. It is quite possible to hold that when, instead of 
serfs there came freemen working for wages, but held as a class in 
extreme subordination, this modified tion of employers and 
egrets though bad, was as good a one as could then be estab- 


human nature changes to make a better state of oped. pos- 


. And so it may be held that at the present time, though 


the form of industrial government entails serious evils, those evils, 
much less than the evils of the past times, are as ‘small as the 


* The British Association 1890 Meeting. Presidential Address 
to Section F, | | 


4 


competition among the various 


anagers and business men are not exempt from 
the universal competition. If business power is scarce a propor- 
tionally larger amount is paid for management out of the wages 


lowest to the highest 


. already 


and capitalist as well, has very often to. 
ing his business for 


average human nature allows—are not due to any special injustice 
of the oe class, and can be remedied only as fast as men 
in general advance.”* And there are, here and there, signs of a 


higher industrial organisation. Co-operation p d long ago a 
system, under which the workers are themselves the capitalists, is 


making progress. Profit sharing, a system which, after paying 


fixed wages and fixed earnings of management, allows of another 
distribution, pro rata, from the wages-and-profite fund, is, in 


several instances, being adopted. Only 
o be reported by the’ 


changes occurring, and several schemes had 


Labour Association in August as having “been temporarily 


abandoned, owing to the antagonistic attitude of the several trades" 


unions.” A most hopeful feature of this report, however, was that 


the question as regards the.‘ workers sharing in losses as well as 
eons had received a very practical answer from the workers of © 
essrs. Thomson and Sons, of Huddersfield, whose business was 


based on industrial partnership lines. Last year it was found 
impossible to pay any interest on share capi 
resolved to pay interest themselves out of their own wages.” + 
That spirit which freel 
of justice, mutual 
factors which will in time produce the industrial reformation. 
In the course of this 


of speech. In its 


co-operation of members Industri anifests all the chan 


which take place in the course of organic evolution from the 

pe. And in the nature of man—the social ' 
e cause of this gradual advancement. As _ 
pe. ré à animals the increase of numbers and the struggle : 


unit—must be sought 


for subsistence has been the means of developing those 


features exhibited by different es, so among men, the re- 


dundancy of numbers and the striving of each to À re eg 


desires have been skill, intelligence, and self-control, 
m from rm nt À to the highest civilisa- 


which will in time lift 
tion. That the present state of society is but transient has been 
. It has to be per- 


represents the progress of evolution up to 
gate of men, that it must therefore 


ceived that society is an 


aggre 
manifest in its institutions all the defects me ve ge by the units 
many particulars is 
apparent, but that it isthe best—nay, thatit is the only state 
a for the time being, must, at the same time, be admitted. 
nly as fast as men, the units, advance, and as human nature im- 


of which it is made up. That it is faulty 


proves, can a better state of society, the aggregate, arise. 


People are loth to believe that institutions can only evolve, are 


impossible of manufacture. It is sometimes amusing to read the 
various manifestos of State socialists, ready with their cut-and-dried 
schemes to regenerate Industrialism, and professing that were their 


plans adopted, the traits which have characterised papes d : 


through countless ages would forthwith disappear. ) 
rhaps, the published utterances of socialist leaders constitute 
he best proof that they are unfitted for a better condition of 


things. Men who talk of confiscating property without the 
slightest regard for the claims of the owners, manifest by their 
language their unfitness for a condition of society which implies 


a fuller 


to believe that the passing of or that Act would regene 


humanity, and that the men who show themselves to be guided 


by the instincts of robbers, are those who are to be instrumental 


in bringing about an industrial millenium. They have history to 
em, but they will not be taught. In olden times, the 


teach 
government imposed endless restrictions on industry, but one by 


one they have been removed, because found in time to be a 


mistake and discovered to intensify the evil they pretended to 


, xemedy. That the removal of these restrictions has been of im- 
‘mense service to industry most thinking men will admit. Never- 


theless, in our day, a school has arisen which demands State inter- 


ference of such a character that the restrictions of former times . 


pale by comparison.f One can scarcely take up a dail 


paper, 
which does not contain some attack on a State department for the 


perfunctory performance of its duties, and yet, notwitstanding 


this daily accumulating evidence, it is implicitly believed that for 
all evils to disappear, society has merely to be transformed into a 


office. 
t 


Socialism—inasmuch as the term implies com lete adap- 
as been 
implied, but that this can be furthered by governments which 


tation to the social state—is the ultimate goal of socie 


exist because of the imperfections of humanity, is doubtful. 


“ Perpetually, governments have thwarted and deranged the 


growth, but have inno way furthered it; save by partially dis- 
charging their 
It is not to the State,” quoting Spencer, 
the multitudinous useful inventions from the s 


that we owe 


guide modern manufacturers ; it was not the State which devised 


machinery for producing fabrics of every kind, for transferring 
| lace, and for ministering in a — 
he world-wide transactions con- 


men and things from place to 
thousand ways to our comforts. 


* « The Study of Sociology,’’ p. 253. RU ER 
+ See Report of the Labour Association for 1890. 
t8See 'The Radical Programme ; Chapman and Hall, 


, and the workers 


recognises the claims of all, the sentiment 
and mutual forbearance, are amongst the 


organism, e term is not as might be supposed a mere figure 

gradual development from a simple to a com- 

plex form, in its continued differentiation of functions, in its ever- 

growing mutual dependence of ee and in its in i 
m m 


inted out. It is the product of P mr and present, and 


recognition of men’s eg But some are foolish enough 


roper function and {maintaining social order. 


e to the tele- 
phone; it was not the State which made possible extended navi- | 
gation by a developed astronomy; it was not the State which 
made the discoveries in physics, chemistry and the rest which | 
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ducted: in merchants’ offices, the rush of traffic filling our streets, 
the retail distributing system which brings everything within easy 
reach and delivers the necessaries of daily life at our doors, are not 
of governmental origin.: All these are the results of the spon- 
taneous activities of citizens separate or grouped ; ”’* are, in À 
the results due to competition and to each one endeavouring to 
satisfy his own individual desires. So much has competition 


done ;: but those who have to do with Government departments. 


know well that they are the last places in which enterprise or zeal, 


or even activity, is to be looked for. It will not do. The first 


uirement of progress is freedom of action. That everyone 
shall be at liberty to satisfy his desires in his own way, provided 
the equal liberty of others is not infringed, is the all-essential 
condition, for only in the endeavour to obtain their satisfactions 
have the intelligence and culture of modern times been deve- 


v | 

I have referred to the improvidence of the working classes, but 
the influence which bad legislation has had in forming their im- 

rovident habits is generally ignored. As a matter of fact, they 
Le been disciplined in improvidence for centuries, the punish- 
ment which extrav ce should bring having been averted by 
the operation of the Poor Laws. Men have been taught that if 
they the foresight or self-denial entailed by preparation for 
old age, it is the duty of the State to make requisite provision for 
them, a ps having been thus put upon idleness, impro- 


vidence, nkenness and licentiousness by taxing the virtuous 
and in dent in order that the vicious might lead easy 


lives and multiply faster. Our State o i charity is 
a scandal to civilisation, but State Socialism, mark you, 
gigantic scale. “It is a fact apparent 
to every thoughtful man,” says a clever writer, “that the larger 
portion of the misery which constitutes our social question arises 
from idleness, gluttony, waste, profligacy, betting and dissipation. 
Reliance on industry, self-res and energy, does not enter into 
the socialistic propaganda. In some vague way the ie man who 
is a voluptuous pe under the present order of 
become wise and virtuous when property is held in common. But 
this is loose thinking which deceives no one who can think intelli- 
gently. He that is filthy will be filthy still, and he that is unjust 
will remain unjust in the absence of a moral change within.” ¢ All 
legislative attempts toequalise mankind must be futile, and not only 
futile, but mischievous, as their immediate effect, apart from evils 
more remote, is to increase the number of undeserving at the ex- 


pense of the deserving. The human species obeys the laws of | 


life by which all species are governed, and one of the fundamental 


generalisations of biology is, that fertility is determined by en- 


vironment ; that the rate of multiplication is always adapted to 
the conditions of existence. For every species there is a normal 


rate of increase, and if from any cause the relation existing between — 


the organism and the environment becomes modified, a corre- 
ponding change in fertility results. Other things remaining 


_ the same if the conditions of life are made easier for a species, its 


rate of pro tion increases, and from this universal law there is 
no escape. the State, by relieving the citizen of responsi- 
bilities, voluntarily but imprudently undertaken, makes the con- 
ditions of his life less severe, self-reliance is displaced, self-respect 
is diminished and self-restraint is discounted. Relieved to an 
extent of the necessity for individual exertion, the rate of multi- 

lication will rise above the normal, and only fall to it again if 

rom increa3e of numbers the struggle for existence be raised to 
its former severity. The mean result of this interference on the 
part of the State is permanent increase of numbers in a lower 


grade of life, and permanent diminution in a higher, the struggle 


for existence being at the same time diminished as regards the 
former, and iacreased as regards the latter temporarily or perma- 
nently, as the case may be. Economists are fond of telling us that 
the “ Standard of Comfort ”” of the people must be raised if the 
growth of population is to be checked. In the nature of things 
this means increased self-denial and a fuller recognition of respon- 
sibilities. It means an ideal which can only be realised by indi- 
vidual effort, a something to be by-and-bye gained by sacrifice 
now. The standard of comfort can be raised only by increased 
individuation. There is no other way. However implanted the 
incentive to rise must act from within and only by each progressive 
movement entailing more and more individuation, is the energy 
available for genesis diminished. The gospel of State Socialism is 
mere rubbish. To employ Mr. Arnold White’s pithy summary, it 
is a gospel which equalises “ genius and stupidity. industry and 
indolence, waste and thrift.” It constitutes a removal of the 
forces which have operated from the dawn of civilisation till now 
to adapt men to the social condition. It comprises an unfitting 
process under which every deserving member of society gets less 
than the share he merits, in order that every undeserving member 

From these remarks, it must not be thought that I am justify- 
ing the present state of Industrialism ; far from it. My object 
has been simply to show that it is the best the average human 
nature of the time will permit of. It is a fact which must be ever 
er in mind that human nature cannot be revolutionised by Acts 
of Parliament, nor can the evils which result from the average 
defects of humanity be eradicated by State measures. It is 
equally important to remember that human nature chan 
slowly, though it is utterly fallacious to assume, as some do, that 


_ and it is through the purgatory of competition 


things is to . 


* «The Man v. The State,” page 68. PET 
+ Mr. Arnold White on “Socialism” in the Weekly Times and 
Echo, September 28th, 1890. 


‘Geographical Sections, British Association, 1890. 


it changes not at all. It is the function of the Government to 
protect the citizen from foreign foe and civil aggressor, to enforce 
justice, to remove hindrances, and permit society, with fullest 
freedom, to work out its own salvation. If. the present were 
the end, economists might well close their books and admit, with, 
Carlyle, that their science were somewhat dismal. But to those. 
who realise that the 


that the process. which has already li us from savagery to 


semi-civilisation must continue till the adaptation is complete ; to | 


those who believe that in time the traits of a bye-gone sav 
will disappear, the future of humanity is full of hope. Nor are 
signs wanting that we are making progress. Notwithstandin 


ing P 
_ the various labour battles being Fought around us, I thin 


there is, amongst the more enlightened, evidences of faller 
co-operation between the various sections of industry. Both 
masters and men are becoming a little less selfish, and are getting 
to trust each other more fully. eval ip on each side ig 
diminishing, and there is distinct indication of growing sympathy 
betweenthem. As a result, a great development of profit-sharing 
arrangements, industrial partnerships and other schemes in 
which active co-operation is requisite, may be looked for in the 


near future. Jn these the hopeful see the beginning of the end. . 


But by no legislative 1 emain is the final to be reached, 


t we must pass 


to an indus 
on man by redundancy of numbers. “From the beginning, 
pressure of population has been the ximate cause of 


progress. It produced the original diffusion of the race. It 


compelled men to abandon predatory habits, and take to agri- 
culture. It led to the clearing of the earth’s surface. It 
forced men into the social state, made social ae in- 


evitable, and has developed the social sentiments. It has stimu- 
lated to progressive a py ay in production, and to increased 
t is daily thrusting us into closer, contacts 


skill and intelligence. À 
and more mutually-dependent relationships.” * And with each 
advance in intelligence, with each demand on the increased indi- 


viduation rendered imperative by the struggle for existence, there | 


goes the inevitable diminution of fertility. ‘ After having caused, 
as it ultimately must, the due peopling of the globe and the 
raising of all its habitable parts to the highest culture; after 
having brought all processes for the satisfaction of human wants 
to perfection ; after having at the same time developed the intel- 
lect into complete competency for its work, and the feelings into 
complete fitness for social life; after having done all this, the 
pressure of population, as it gradually finishes its work, must 
gradually bring itself to an end.” + : ; 

And here, based on history and on science, is foreshadowed a 
Utopia, in the presence of which even dreamers may well stand 
wonderstruck. From Sir Thomas More to Edward Bellamy, from 
Fourier to Grant Allen, the thinkers who have been struck with 
the mis of mankind have each in turn manufactured 
a system in accordance with. their ideas of what ought to 


be. And having manufactured a system; they manufactured 


the human units to suit it. But they altogether ignore the 
power of the forces which have secured the partial adaptation to 
work out the adjustment to the end. That the harmony is far 
from complete is apparent; that. man has instincts unfitted for 
social life is undeniable; but it is none the less sure that the pro- 
cess of adaptation to environment is gradually eradicating those 
hurtful instincts, and bringing into being emotions corresponding to 
complete harmony between facultiestand surroundings. Nor will 


_ work be regarded in any sense a burden when this time arrives. 


Only pleasure is experienced by the exercise of faculties perfectly 
adjusted to requirements, and when the adjustment is complete, 
the efforts requisite for existence will constitute but a pleasurable 
activity, A time must be contemplated when the overflow of 
capital from rich countries into uncultivated or ill-cultivated 
regions of the earth must cease, and when for new works of vast 
magnitude its aid will be no longer required. Due to this lessened 
demand, the rate of interest will gradually fall, and the induce- 
ments to save large sums for one’s personal benefit will diminish. 


The desire to possess great wealth arises because of the power itgives _ 


rather than the happiness it secures; but the desire for power, 
born of aggression, must eventually disappear with the growth of 
altruistic feelings. If Mr. Ravenstein’s figures* are to be trusted, 
barely two centuries will elapse before the globe is peopled with 


the six thousand millions it can support, and the condition . 
attained under which the final adjustment of man to his environ- . 


ment must be effected. When this latter is accomplished, complete 


= harmony will reign, and so we arrive at a Socialism, complete and 
all satisfying, achieved by forces older than humanity itself, and , 
worked out by that Evolution which clasps the Universe in its all- 


powerful embrace. 


Bromley and the Electric Light.—The Bromley Local _ 


Board has decided to make application to the Board of 


Trade for a provisional order to construct works, and to 
produce, store, supply and sell electricity for light, — 


motive power, and all public and private purposes 
within its area. 


* Herbert Spencer’s “ Principles of Biology,” Vol. I 507. 
+ See Mr. Ravenstein’s speech, Conference of S 
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THE ELECTRO-MAGNET.* 


By Prof. SILVANUS P. THOMPSON, D.$c. B A., M.LE.E. 
(Continued from page 568.) 


pushed to about 16,000 lines to the square centimetre (i.¢., about 
150 lbs. per square inch, traction), requiring a magnetising force 
of about H = 50; then, referring to the table, we see that each 
joint across the iron offers as much reluctance as would-an air 
gap 00005 of an inch in thickness, or adds as much reluctance as 
if an additional layer of iron about 4th of an inch thick had been 
added. With small magnetising forces the effect of having a cut 
across the iron with a good surface on it is about the same as 
though you had introduced a layer of air ,4,th of-an inch thick, or 
as though you had added to the iron circuit about 1 inch of extra 
Mages. ith large magnetising forces, however, this disapéars, 
probably because of the attraction of the two surfaces across that 
cut. The stress in the magnetic circuit, with high magnetic 
forces running up to 15,000 or 20,000 lines to the square centi- 
metre, will of itself put on a pressure of 130 to 230 lbs. to the 
square inch, and so these resistances are considerably reduced ; 
they come down, in fact, to about th of their initial value. 
When Ewing specially applied compressing forces, which were 
as large as 670 lbs. to the square inch, which would of themselves 
ordinarily, in a continuous piece of iron, have diminished the 
magnetisability, he found the diminution of the magnetisability of 
iron itself was nearly compensated for by the better conduction of 
the cut surface. The old surface, cut and compressed in that 
way, closes as it were ot up—does not act like a cut at 
all; but at the same time you lose just as much as you gain, 
because the iron itself becomes less magnetisable. 
The above results of Ewing are further represented by the 
curves of magnetisation drawn in fig. 48. When the faces of a cut 
were carefully surfaced up to true planes, the disadvantageous 


effect of the cut was reduced considerably, and, under the applica- 


tion of a heavy external pressure, almost vanished.” 


- 


: 


Fra. 48.—Ewina’s Curves FOR EFFECT oF Joints. 


. [have several times referred to experimental results obtained 
in past years, principally by German and French workers, buried 
in obscurity in the of foreign scientific journals. Too often, 
indeed, the scattcred papers of the German physicists are rendered 
worthless or unintelligible by reason of the omission of some of 
the data of the experiments. They give no measurements perhaps 
of their currents, or they used an uncalibrated galvanometer, or 
they do not say how many windings they were using in their coils ; 
or As they give their results in some obsolete phraseology. 
They are extremely addicted to informing you about the “ mag- 


netic moments ” of their magnets. Now the magnetic moment of | 


an electro-magnet is the one thing that one never wants to know. 
Indeed, the magnetic moment of a magnet of any kind is a useless 
piece of information, except in the case of bar magnets of hard 
steel that are to be used in the determination of the horizontal 
component of the earth’s magnetic force. What one does want to 
know about an electro-magnet is the number of magnetic lines 
flowing through its circuit, and this the older researches rarely 
afford the means of ascertaining. Nevertheless, there are some 
investigations worthy of study to which time will now only permit 


* Cantor Lecture. Delivered. before the Society of Arts, 
January 27th, 1890. | ; | 


Suppose we are working with the magnetisation of our iron 
h 


me very er ur 4 to allude. - These are the researches of Dub on the 
effect. of thickness of armatures, and those of Nicklès and of 
Du Moncel on the lenyths of armatures. Also those of Nicklès on 
the effect of width between the two limbs of the horse-shoe electro- 


magnet. 


_MAGNETIZING POWER 
Fra. 49.— Von Curves or MAGNETISATION 


oF ;TUBES. 


2 


I can only now describe some experiments of Von Feilitzsch 
upon the vexed question of tubular cores, a matter touched 
by Sturgeon, Pfaff, Joule, Nicklés, and later by Du Moncel. 
the the ag the iron 

elps to- ca e, magnetism, Von Feilitzsch pre- 
mr a set of le hdi tubes which could slide inside one 
another. They were all 11 centimetres long, and their 
varied from 6°12 centimetres to 9°7 centimetres. They could be 
pushed within a magnetising spiral to which either small or e 
currents could be applied, and their éffect in deflecting a m . 
needle was noted, and balanced by means of a compensating steel 
magnet, from the position of which the forces were reckoned and 
the magnetic moments calculated out. As the tubes were of equal 
lengths, the magnetisation is approximately proportional to the 
magnetic moment. The outermost tube was first placed in the 
spiral, and a set of observations made; then the tube of next 
smaller size was slipped into it and another set of observations 
made ; then a third tube was slipped in until the whole of the 
seven were in use. Owing to the presence of the outer tube in all 
the experiments, the reluctance of the air return paths was alike 
in every case. The curves given in Fig. 49 indicate the results. 
The lowest curve is that corresponding to the use of the first tube 
alone. Its form, bending over and becoming nearly horizontal, 
indicates that with large magnetising power it became nearly 
saturated. The second curve correspon 
tube with the second within it. ith greater section of iron. 
saturation sets in atalater stage. Each successive tube adds to. 
the capacity for carrying magnetic lines, the beginning of saturation 
being scarcely perceptible, even with the highest magnetising 
power, when all seven tubes were used. All the curves have the 
same initial slope. This indicates that with small magnetising 
forces, and when even the least quantity of iron was present, when. 
the iron was far from saturation, the main resistance to neti- 
sation was that of the air paths, and it was the same whether the 
total section of iron in use was large or small. 


I must leave till my next lecture the rules relating to the deter- 


mination of the windings of copper wire on the cores. 


APPENDIX TO LECTURE II. 


CALCULATION OF ExCITATION, LEAKAGE, &c. 
Symbols used. 


N = whole number of magnetic lines (C.G.S., definition of mag- | 


netic lines, being 1 line a sq. centim. to represent in- 
tensity of a magnetic field, such that there is 1 dyne on 
unit magnetic pole) that pass through the magnetic 
circuit. Aleo called the magnetic flux. | 
B = the number of magnetic lines per square centimetre, in the 
iron; also called the induction, or the internal magneti- 
sation. | 
B,, = the number of magnetic lines per square inch in the iron. | 
H = the magnetic force or intensity of the magnetic field, in 
terms of the number of magnetic lines to the square cen- 
timetre that there would be in air. 
H,,= the magnetic force, in terms of the number uf magnetic 
| lines that there would be to the square inch, in air. 
p = the permeability of the iron, &c. ; that is its magnetic con- 
ductivity or multiplyiug power for magnetic lines. . : 
A = area of cross section, in square centimetres. 
a” = area of cross section, in square inches. 
lt = length, in centimetres. 
= length, in inches. . 
s = number of spirals or turns in the magnetising coil. 


to the use of the first 
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i = electric current, expressed in ampères. 

v = coefficient of allowance for leakage ; being the ratio of the 
whole magnetic flux to that part of it which is usefull 
applied. (It is always greater than unity.) 

Relations of Units. 
linch = 2°54 centimetres ; 
1 centimetre = 0°3937 inch. 
1 square inch = 6°45 square centimetres ; 
1 square centimetre = 0°1550 square inch. 


1 cubic inch = 16°39 cubic centimetres ; 
1 cubic centimetre = 0:0610 cubic inch. 


To calculate the value of B or of B,, from the Traction. 


If P denote the pull, and a the area over which it is exerted, the 
following formula (derived from Maxwell’s law, see p. 899) may be 


B = 4,965 VE 


A 8q. CM. 
B = 1,166 4/ op 
A sq. in. 
Ibs. 
B,- 8,494 / A 8q. in 


To calculate the requisite cross section of Iron for a given Traction. 
Reference to page 896 will show that it is not expedient to 
attempt to employ tractive forces exceeding 150 Ibs. per square 
inch in magnets whose cores are of soft wrought iron, or exceed- 
ing 28 lbs. per square inch in cast iron. Dividing the given load 
that is to be sustained by the electro-magnet by one or other of 
these numbers, gives the corresponding requisite sectional area of 
wrought or cast iron respectively. | 


To calculate the Permeability from B or from B,. 


- This can only be satisfactorily done by referring to a numerical 
table (such as Table II. or IV,), or to graphic curves, such as fig. 
18, in which are set down the result of measurements made on 
actual samples of iron of the quality that is to be used. The 
values of » for the two specimens of iron to which Table II. refers 
may be approximately calculated as follows :— 


For annealed wrought iron, p = ET B, 
For grey cast iron, p = a B. 


These formulæ must not be used for the wrought iron for trac- 
tions that are less than 28 lbs. per square inch, nor for cast iron 


for tractions less than 2} lbs. per square inch. 
To calculate the Total Magnetic Flux which a core of given sectional 
area can conveniently carry. 

It has been shown that it is not expedient to push the magneti- 


sation of wrought iron beyond 100,000 lines to the square inch, — 


nor that of cast iron beyond 42,000. These are the highest values 
that ought to be assumed in designing electro-magnets. The total 
magnetic flux is calculated by multiplying the figure thus 
assumed by the number of square inches of sectional area. 


To calculate the Magnetising Power requisite to force a given number 
of Magnetic Lines through a definite Magnetic Reluctance. 


Multiply the number which represents the magnetic 
reluctance by the total number of magnetic lines that 
are to be forced through it. The product will be 
the amount of magneto-motive force. If the magnetic 
reluctance has been expressed on the basis of centimetre measure- 
ments, the magneto-motive force, calculated as above, will need to 


be divided by 1-2566 (ie. by =) to give the number of ampère 
turns of magnetising power. If, however, the magnetic 


reluctance has been expressed in the units explained below, based 
upon inch measures, the magnetising power, calculated by the 


rule given above, will already be expressed directly in ampère 


turns 


To CALCULATE THE MAGNETIC RELUCTANCE or AN IRON Core. 


(a.) If dimensions are given in centimetres.—Magnetic reluctance 
being directly proportional to length, and inversely proportional 
1 — area and to permeability, the following is the 

ormula :— 


Magnetic reluctance = D 


but the value of » cannot be inserted until one knows how great 
B is going to be ; when reference to Table II. gives y. 

(b.) If dimensions are given in inches.—In this case we can apply 
a numerical co-efficient, which takes into account the change of 
units (2°54), and also, at the same time, includes the operation of 
dividing the magneto-motive force by ths of «(= 1:2566) to 
reduce it to ampére turns. So the rule becomes 


4” 


Magnetic reluctance = x 0°3132. 


Example.—Find the magnetic reluctance from end to end of a 
bar of wrought iron 10 inches long, with a cross section of 4 square 
inches, on the supposition that the magnetic flux through it will 
amount to 440,000. 


To calculate the Total Magnetic Reluctance of a Magnetic Circuit, 


This is done by calculating the magnetic reluctances of the 
separate parts, and adding them together. Account must, however, 
be taken of leakage ; for when the flux divides, part going through 
an armature, part through a leakage path, the law of shunts comes 
in, and the nett reluctance of the joint paths is the reciprocal of 
the sum of their reciprocals. In the simplest case the magnetic 
circuit consists of 3 parts (1) armature, (2) air in the two gaps, 
(3) core of the magnet. These three reluctances may be separately 
written, as in the Table in next column. 

_If the iron used in armature and core is of the same quality, 
and magnetised np to the same degree of saturation, p, and p, will 
be alike. For the air-gaps w = 1, and therefore is not written in. 

If there were no leakage, the total reluctance would simply be. 
the sum of these three terms. But when there is leakage, the 
total reluctance is reduced. | 


a For inch measure. 
1. Armature .. osise 
2. The Gaps …| 2 — l2 * 08182 
3. M etC | U's x 0°3132 
As Ps A3 Hs 


To calculate the ampére-turns of Magnetising Power requisite to force. 


the desired Magnetic Flux through the reluctances of the Magnetie 
Circuit. 
(a.) If dimensions are given in centimetres the rule is:— . 
Ampére-turns = the magnetic flux, oe by the magnetic 
reluctance of the circuit,'divided by -#ths of x (= 12566). 
Or, in detail, the three te amounts of ampère-turns re- 
+ for three principal magnetic reluctances are explained as 
ollows :— | 
Ampére-turns required to drive N lines? _ 
through ison of armature ... ... 7 N * 
Ampère-turns required to drive N lines) _ 24 , 47 
through the two gaps | 
Ampère-turns required to drive vN) _ 4 
lines through the iron of magnet Bnd oN * 
And, adding up :— G 
l 2 L Vv ls 
Total ampère-turns required = 7— 
(b.) If dimensions are given in inches, the rule is :—Ampére-turns 
= magnetic flux multiplied by the magnetic reluctance of the 
circuit. Or, in detail :— | 
Ampère-turns required to drive N lines) _ U" 
through iron of armature ... ... N A" 318, 
Ampère-turns required to drive N lines) _ i eas 
through two gaps … ... 
Ampére-turns required to drive v N lines) _ 
through iron core of magnet... ON 08133; 


3B 
And, adding up :— | 


Total ampére turns required = 0°3132 N + 


It will be noted that here v, the coefficient of allowance for leak-. 
À This has to be calculated as shown 
later. In the meantime it may be pointed out that, in designing: 


age, has been introduced. 


electro-magnets for any case where v is approximately known 


beforehand, the calculation may be simplified by taking the sec- 
tional area of the magnet core greater than that of the armature 


in the same proportion. For example, if it were known that the 
waste lines that leak were going to be equal in number to those 


that are usefully employed in the armature (here v = 2), the iron 
of the cross might be made of double the section of that of the 


armature. In this case p; will approximately equal y. 
To calculate the Coefficient of Allowance for Leakage, v. 


v= total magnetic flux generated in magnet core + useful 
magnetic flux through armature. The respective useful and waste 
magnetic fluxes are proportional to the permeances along their 
respective paths. Permeance, or magnetic conductance, is the 
reciprocal of the reluctance, or magnetic resistance. Call useful 
permeance through armature and gaps u; and the waste perme- 
ance in the stray field w ; then 


rh pd 
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w mé 
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w may be estimated by the Table VIII. given on p. 567 (Exxc. 
Rev., November 7th), or other leakage rules, but should be divided 
by 2.as the av difference of magnetic potential over the leakage 
surface is only about half that at the end of the poles. 


Ruues FoR Estimating MaaGnetic LEAKAGE. 
(I. to III. Adapted from Prof. Forbes’s rules.) 


Prop. I. Permeance between two parallel areas facing one another. 
—Let areas be a,” and a,” square inches, and distance apart d” 
inches, then :— 

Permeance = x (4”, + + d”. 

Prop. II. Permeance between two equal adjacent rectangular areas 
lying in one plane.—Assuming lines of flow to be semicircles, and 
that distances @”, and d”, between their nearest and furthest ed 
respectively are given, also a” their width along the el 
edge :— | 


1! 


Permeance = 2-274 x a” x logio 


Prop. III. Permeance between two equal parallel rectangular 


areas lying in one plane at some distance apart.—Assume lines of 
leakage to be quadrants joined by straight lines. 


Permeance = 2274 x a” x 108,0 {1 x 


Prop. IV. Permeance between two equal areas at right angles to 
gne another. 
 Permeance (if air angle is 90°) = double the respective value 
calculated by II. -or ITI. | 

Permeance (if air angle is 270°) = 14 times the respective value 
calculated by IT. | 

If measures are given in centimetres these rules become the 
following :— 

L 4 (a +4) + d; 


a de 


TIL. loge ( 1 x A), 


Prop. V. Permeance between two parallel cylinders of indefinite 


length. 

tt, The formula for the reluctance is given on p. 566 (Ezec. Rev., 
November soc à the permeance is the reciprocal of it. Calcula- 
tions are simplified by reference to Table VIII. ; 


(To be continued.) 


NEW PATENTS—1890. 


16752. Improvements in electrical switches.” T.R. ANDREWS 
and T. Prezce. Dated October 21. 

16792. ‘An improved arrangement of regulating device for 
electric arc lamps.” A. DE Puyat. Dated October 21. 

_ 16809. “Improvements in electric blank heating and feeding 
apparatus for forging machines.” G. D. Burton. Dated October 
22. (Complete.) | 

16811. “The improvement of switchboards for the regulation 
and control of electrical currents.” P. G. Pocnin, Dated 

October 22. 

16835. ‘‘ An improved electrical conductor for fitting in mine 
shafts and underground haulage roads for electrical signalling 
purposes.” W. Carens and A. F. Mason. Dated October 22. 

16837. “Improvements in the manufacture, construction, and 
building up of secondary battery elements, electrodes or plates.” 
J. E. Douczass. Dated October 22. 

16889. ‘Improvements in electromotors.” 
_ Dated October 23. (Complete.) 

17018. “Improved joints or connectors for uniting wires or 
cables, temporarily or otherwise, for electrical or other purposes.” 
W. Bismor. Dated October 24. 

17062. “Improved electric switch.” J. P. Bayny. (Com- 
municated by C. Herrick, United States.) Dated October 25. 

17063. “An improved electric lampholder and switch com- 
bined.” J. P. Bayty. (Communicated by C. Herrick, United 
States.) Dated October 25. 

17108. “Improvements in dynamo-electric machines.” G. 
ane (Communicated by R. Thury, Switzerland.) Dated October 


R. Kuwrupy. 


ABSTRACTS 3 
| OF PUBLISHED SPECIFICATIONS 1889, 


13168. ‘ Improvements in means for supporting electric lamps 
and conductors therefor.” A. McCanpLisH. Dated 21. 
40 a permanent or temporary magnet there is attached an 
elastic medium, such as springs made of metal or India-rubber, 


for arresting the vibration; to this elastic medium is fixed or 
suspended the “electric” lamp. 3 claims. 


13510. “ shades or reflectors for electric lamps.” W. B. 


Lawrence. Dated August 27. 8d. The inventor takes a glass 


or other bulb, and beneath the apex or neck removes a lateral 
section thereof. He then surrounds the lamp with the remainder, 
thus forming a shade and reflector, and it is attached in the fol- 
lowing manner :—The globe fits into a sleeve, which contains co 
wires. The sleeve in turn fits into a socket, on a bracket to which 
the light wires.are applied, and it is held in position and attached 
by means of shoulder pins, fitting into a groove in the interior of 
e socket. 4 claims. 


15958. “A method of and appliances for preventing excessive 
heating or undue expansion of electric mains or service con- 
ductors through excess of electricity, and for utilising such ex- 
cess.” F. W. Encenspacs and E. B. Brieut. Dated October 10. 
8d. A metallic slide bar, attached to the rod of the governor of 
the engine eo, Bee dynamo-electric machine, is 80 
that it is lifted or lowered by the rising or falling of the governor. 
The slide bar is electrically connected to one pole of the dynamo-. 
electric machine and makes contact successively with a series of 
metallic springs insulated from one another. the x or is : 
used simply to neutralise any excess of electricity in the electric 
conductors the springs are electrically connected to the other pole 
of the dynamo machine, but the size of the conductor from each 
spring is such that each spring acts as a shunt between the two 
ee of the dynamo-electric machine ; thus pagar increasing 
of electricity diverted. from the electric mains or 

ce conductors as the governor rises. 5 claims. 

16537. “ Improvements relating to insulators for electric wires 
and to gp therefor.” D.RyLanps. Dated October 19. 8d. 

of passing the wire around or on one side of the insulator 
as heretofore, the inventor arranges the insulator lengthwise in the 
direction of the wire to be insulated, and passes the said wire 
through a hole formed in the said insulator. 4 claims. 


16978. ‘ proved ement of conductors for electric 
series gr sert J. M. M. Munro. Dated October 28. 8d. Re- 
lates e 


arrangement of conductors for carrying the electrici 
to the motors of vehicles driven by electricity, the object of which 
is to provide a system of conductors for series traction which will 
allow of having greater length of continuous conductors than has 
hitherto been in argent use. In this system the whole circuit is 
laid off in a number of sections, which may be equal to the greatest 
ge cv di cars or trains intended to be run upon it at one time. 


17115. ‘“ Improvements in electro-magnetic h ap 
ratus.” F.X. Bacumann. Dated October 30. 6d. The inventor 
provides a core connected to or made in one piece with the two 
pole pieces. The core is wound with a fine wire. The pole pieces 
rest upon a metal bar lying parallel with the axis of the core. The 
armature is À guy to move in a plane parallel with the axis of 
the core, and at a point therein equidistant between the two pole- 
pieces. 3 claims. | - 

17276. ‘An improved socket and adapter for incandescent 
electric lamps and other electrical purposes.’ G. Donovan and 
W. Donovan. Dated October 31, 8d. . Consists in the construc- 
tion of an adapter or socket of a form similar to the cap of the 
ordinary incandescent lamp, which is carried out by forming a 
cylindrical body having a projecting shoulder of smaller diameter 
of boxwood, porcelain, or any other suitable insulating material. 
Upon the said projecting shoulder a small piece of tube of brass 
or other material is fitted of such a size as to fit into the ordinary 
lamp holder, pins being arranged on the outside of the said tube, 
in order to engage as a bayonet joint in the ane Sar in the 
usual manner. n the opposite side of the cylindrical body to 
that on which the brass tube is fitted, a circular recess or groove 


pan of Paris or other suitable material, ‘80 thoroughly insu- 
ting the conductors from‘one another and from the surrounding 
fittings. 4 claims. 


17317. ‘ Improvements in electric measuring and 

apparatus for use with alternate currents.” W.T. GooLDEN an 
Sypney EversHep. Dated November 1. 8d. The object of the 
regulating apparatus, and integrating meters, with or withou 
iron material as the à magnetic medium, suitable 
for the accurate measurement] and regulation of alternate cur- 
rents. 6 claims. | 


17387. “Improvements in electric meters.” J. OuLTON and 
J. Epmonpson. Dated November 2. 8d. Relates mainly to 
electric meters in which the current to be measured is made to 
retard or accelerate the vibrations of a pendulum or chronometric 
balance, the amount of such retardation or acceleration being the 
measure of the current consumed. 4 claims. À 

17768. “ Improvements in or applicable to electrical switch- 
boards and switches.” F. L. Rawson and W. WuirTe. Dated 
November 7: 8d. The inventors form in an electrical distri- 
buting switchboard the connections to the two poles of the main 
circuit by means of two main bars of metal, which may be castings 


| 
| 
| 
| 
| 
| 
| = 
| 
| 
| 
| 
is provided either of V or other suitable shape, an m suc | 
| recess two tubes of brass or other suitable conducting material are 
| led through the body of the socket or adapter, and extend to the 
| same distance as the brass socket tube. Upon the ends of these | 
contact-making tubes suitable contact plates of we or othér 

| equivalent material are arranged. The space wi the brass 
| : socket tube around the said contact-making tubes is filled with | 
| | 
| 
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arranged so that the connections are all on the surface of the 
board, the two mains of the dynamo being connected to these two 
bars at one end of each by means of suitable cable: connectors. 
One of the main bars is made with po slg on one side, which 
projections are bevelled off to allow the brushes as they are 
turned round to rise to the top of the bar, and so make a | 
contact for one end of the switch brush. The other contacts of 
the switch brushes, which may also be castings, are bevelled off 
where the brushes rise on to them; and are provided with projec- 
tions to receive the terminal screws under which the ends of the 
fuses are clamped, the other ends of the fuses being clam 
under terminal screws on to suitable plates, at the other end of 
which plates cable connectors for the external circuits are clam 
down with a nut. All the contact plates on the surface of the 
board are the same height, and are all flat on the top, so that they 
can be all planted on the board, and filed or pl over at one 
operation, thus making the production exceedingly cheap and 
simple. 4 claims. 


18343. “Improved safety cut-out apparatus for a network of 


-multiple electrical conductors.” Siemens Bros. & Co. (Com- 


municated from abroad by the firm of Siemens and Halske, of 
Berlin.) Dated November 16. 8d. Claim:—In a network of 
multiple electrical conductors, the use of safety cut-out apparatus 
connected with ali the conductors, and so constructed and arranged 
that when the current in one of the conductors becomes too strong, 
it effects automatically the interruption of all the conductors, 


such apparatus consisting either of an inflammable mass in which 


the ty fuses of all the conductors are imbedded, or of an elec- 
tro-magnet included in the circuit of each conductor, the armature 
of which controls a cut-out switch for all the conductors, or of any 
equivalent device for carrying out the above-named object, sub- 
stantially as described. 


CORRESPONDENCE. 


The British Insulated Wire Company, Limited 


I notice in the current issue of your valuable paper, 
which has just come to hand, a short reference to the 
“ Norwich ” cables made in this country by the British 
Insulated Wire Company, Limited, in which you remark, 
“There is apparently no attempt to make any test which 
the merest tyro in a submarine cable factory would 
know to be necessary.” You are good enough to qualify 
your critique by the term “apparently,” and I am glad 
to be able to inform you that this defect is apparent 
only and not real. | à 

_Of course a new and untested material before coming 


into practical use requires to be experimented upon | 


exhaustively, but where a given class of cable has been 
in practical use for some years, doing its duty success- 
fully under various conditions, many of which are most 
trying, I think you will agree with me that the value 
of laboratory tests are somewhat discounted as a means 
of proving the capabilities of manufactures under a 
given process. | ae | 

At the same time, as an independen: opinion though 
useful is but that of an individual, and therefore likely 
to be slightly faddish, it is most satisfactory to have 
such judgment corroborated by all possible tests, trials, 
and coincidence of opinion generally, and this, be it 
noted, is the case on the matter referred to. | 

The company have been good enough to hand me for 
perusal several reports by distinguished scientists and 
well-known practical men, and I find that the figures 
quoted are those, within a very small percentage, ob- 
tained in the tests made by me. 
sideration of my letter to the British Insulated Wire 
Company, Limited, you will see that it is only a 
“memo.” prior to furnishing a report which is now 
completed, and contains all the possible data and results 
of a series of tests on the “Norwich” telephone and 
electric light cable. Also I referred to some experi- 
ments on “ Hygrometric absorption” in my memo., 
80 that the cable has been “submitted to the action 
of damp, and its insulation has remained unimpaired.” 
Regarding your interpretation of my remark as to 
maintenance of high insulation at a high temperature, 
reference might be made. to some statements by Mr. 
David Brooks, in January, 1886, as follows :— 

“All of the recognised insulating materials are 
affected by temperature. The insulating property of 


On careful con- 


gutta-percha is 100 times higher at + 100° F. than at 
the freezing point.” “Textile coverings like cotton, 
flax, hemp, jute and manilla show entirely different 
results. These materials in a natural state may be 
classed as conductors.” | 


The company are in possession of complete and re- 


liable data of a set of tests made in different ways and 
at different times, and no doubt they will be prepared 
to furnish you with these at an early date for your 
complete satisfaction. | 

Charles H. Yeaman, 
_ Electrical Testing Room, City of | 
Liverpool, November 8th, 1890. . 


Being a subscriber to your valuable journal, and a 
pretty constant reader, I saw the notice you honoured 


_the British Insulated Wire Company with in your issue 


of the 7th_ inst., and have nothing to complain of in 
your remarks except, perhaps, the concluding sentence, 
viz., ‘‘the practice (so common) of attracting the un- 
suspecting public by reports which are not worth ‘the 
paper they are written on, cannot be too severely con: 
demned.” 

Had it not been that the company must be advertised 
to comply with the terms of the underwriting letter, the 
“unsuspecting public” would never have been asked 
to buy a share, as every underwriting contract being by 
personal friends was a bond fide purchase and not a 
speculation. 

I had intended, and still intend, sending you fullest 


details of ‘tests of this make of cable, and hope to do 80 . 


within the next few days. : 

R. E. Crompton, Esq., is not acting in the dark, as he 
was good enough to put some of these cables into ser- 
vice in the early part of this year, and has nothing but 
praise for them. | 
My object in troubling you with this letter is to show 
you that no imposition on the public was designed, or 
a precedent for a very different policy could readily 
have been found. | 

J. B. Atherton. 


November 11th, 1890. 


Life of Glow Lamps on the Series System. 


In the discussion on Mr. Bernstein’s Paper on the 
“ Series System,” read in the Institution of Electrical 
Engineers in 1886, Mr. Mordey expressed the opinion 
that Jamps on a circuit of constant current must of 
necessity be shorter lived than lamps on a parallel cir- 
‘cuit, the,reason being that the resistance of lamps:rises 
in course of time. If placed in parallel, they will then 
take less current, give less light, but have a considerable 
preservative power. | | 


This view appears very plausible, and it will there- 


fore be of interest to many readers to hear that a Bern- 
stein lamp, which was placed in a circuit of constant 


current of 10 ampères in Niagara-in-London, has been 


in use more than three years every night except Sun- 
days, and has already. lasted more than 10,000 hours. 
During the present year it has been run 12 hours daily. 
The system on which this lamp has been ran is known 
as the Wood’s system of arc lighting, and is owned by 
the Fort Wayne Electric Company, of Indiana. 
Frank Lott, 
| Electrical Engineer in charge, 
‘ Niagara-in-London.” 
November 7th, 1890. 


[A. E. MUIRHEAD.—The telephone receiver you 
mention is apparently similar to that of Silvanus 
Thompson, the Stanhope, and others, and also to the 
one known as the “English Mechanic” receiver. 
this is so, we believe it is no infringement of the Bell 


‘’patent.—Eps. ELEC. REV.] | 
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NOTICE! 


Are now the. 


PROPRIETORS 


| OF THE BRITISH | | 
Prices and full ttes of VITRITE CAPS and HOLDERS on application to | 


LONDON, EC. 


REID BROTHERS, 


12. WHARE ROAD. CITY ROAD. LONDON. IN. 
TELEGRAPH ENGINEERS AND CONTRACTORS 


For the Supplying, Erecting, and Laying Down Under-Ground Wires both for 
TELEGRAPHS AND ELEOTRIO LIGHTING. 
PNEUMATIC TUBES FITTED WITH ENGINES AND PUMPS COMPLETE. 
MAKERS OF RADCLIFFE’S PATENT ELECTRICAL SIGNAL LOCKING APPARATUS. 
PATENT TELEPHONIC WIRES 
TO PREVENT INDUCTION BOTH FOR UNDER-GROUND AND OVER-HEAD LINES. 


MANUFAOTURERS OF SUBMARINE OABLES, WIRE, IRON POLES, INSTRUMENTS, BATTERIES, INSULATORS AND STORES OF EVERY DESORIPTION. 


Contracts entered into for the Supply, Construction, and Maintenance of Telograph Lines. 209 


BITUMEN TELEGRAPH WATERPROOF Co. 


LIMITH D. 
101, Leadenhall Street, LONDON. telegrams: “OALLENDER, LONDON.” ‘Telephone, No, 4,485, 
| | LIVERPOOL : 36, Dale Street, | 
Works: ERITH, KENT. | ‘Telegrams: “CALLENDER, PICARDY.” Telephone, 8,411. 
UNDERGROUND MAINS 
LAID COMPLETE ON CALLENDER-WEBBER OR SOLID BITUMEN SYSTEMS. — 


LEAD SHEATHED WIRES AND CABLES 


FOR UNDERGROUND WORK, HOUSE AND FACTORY MAINS AND SHIP WORK. 
Concentric Cables—ARMOURED-Metal Sheathed. 


AHRIAL CABLES. 
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VERITYS PATENT “QUICK MAKE & quick BREAK” SWITCHES 


. Are the best in the market. A Large Stock always in hand with China or Brass Covers, or Special Cast 
ind. Chatel Work suitable for High- Class Decoration. 


YERITY’S PATENT “SAFETY” SAFETY  CUT-OUTS. 


Best and es in the Market. By their use it is impossible to place a large fuse in a block intended fora . 
smaller size . This result is not obtainable with any oies Cut-out. 


| VERITYS ELECTRIC LIGHT FITTINGS. 
VERLITY’S, 
KING STREET, COVENT GARDEN, W. C.; and 137, REGENT STREET, W. | 


CRANES FOR CENTRAL 


RECENT IMPROVEMENTS... 
R. BOLTON & CO, 110, Leadenhall Street, LONDON, E. | 


THE BERNSTEIN ELECTRIC LAMP 0, | ENGRAVED NAME PLATES 


MACHINE ENGRAVING 
2, MARLBOROUGH MANSIONS, VICTORIA ST., LONDON, SW. DIVIDING | 


ONIERS of to SYSTEM of ELECTRIC LIGHTING. ON BRASS, IVORY, EBONY, &o, 


TO THE TRADE. 


The lamps of thls Company are of low ratstance, ana | GILKES’ BNGRAYING WORKS, READING, BERKS. 


entirely free from the claims of other companies. — ns 


BRASS, GUN METAL, | 
PHOSPHOR BRONZE 
\ CASTINGS 


INGOTS, STIFF & SONS, 


‘PHOSPHOR TIN, :  RAMBETE LONDON, 
MANUFACTURERS OF 

ALBION” BRAND, | Dr UMBAGO CRUCIBLES, 
- BABBITT'S Testimonials show 30 to 50 meltings each. 


| mt, STONEWARE INSULATORS, 
| | + LARGE STOCK OF ALL PATTERNS AND SIZES. 

ALBION METAL WORKS, \ SWITCH BLOCKS, FUSE BLOCKS, 

_. WOODCOCK STREET, _| Vitrified Tubes for Electric Wires, Porous Cells, Battery Jars. ; 


BIRMINGH AM. | : Every kind of Electrical Stoneware. 
AWARDS:-PARIS AND VIENNA ELECTRICAL EXHIBITIONS. 


ROPER S:DYNAMOS 


_ Used for the last six years with the greatest success. 
GOLD MIEDALS AWARDED. 


Cheap, Efficient, ‘Strong, Silent. No Sparking! No Overheating! 


ILLUSTRATED CATALOGUES AND PRICES ON APPLICATION. 


J OHN & ww m. ROPER, BRADFORD, Yorks. 
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ARE NOW MANUFACTURING SPECIALLY . FoR 


DYNAMOS. MOTORS. 
go Lights, £60 | EP 
| | » S10 “THE GULCHER El ELECTRIC LICH LIGHT&POWER EP. 410 
GATTERSEA FOUNDRY LONDON: 


Fer Gulslogne and Particulars apply to THE MANAGER, BATTÉÈRSEA FOUNDRY, s.vv. 


JOSHPE BOURNE & SON, 


MANUFACTURERS. OF THE WELL-KNOWN 


| STONEWARE TELEGRAPHIC INSULATORS AND BATTERY JARS. | 
Stoneware, Whits Stoneware." Brown, Forgelain, Porons 
—— Btrength and Durability combined 


rise Medal, Paris Hlectrical Hahibition. 
Special Shapes for Telephone and Bideicle "Lighting Wires. 


| Works: DENBY POTTERY, NEAR DERBY. : 
tendon Office: NEW ST. PANCRAS STATION EUSTON moan, N w. 


BRIGHOUSE. YORESHIRE, 


and Steel Wire Drawers and Galvaniqers. 


TELEGRAPH, TELEPHONE AND CABLE WIRE, 


Re: Contractors to H.M. Postmaster-General, the Indian and Colonial Governments and leading Railway Companies 
B. SPECIALITIES :—FINE SIZES OF H.C. COPPER, GERMAN sit &c., WIRES, 


wW. 
MANUFACTURERS OF EVERY DESCRIPTION OF 


PUS FOR USE IN TEACHING OR EXPERIMENTING IN THE SCIENCES OF CHEMISTRY, ELECTRIC, LACXETISN 
| ACOUSTICS, LIGHT, HEAT, HYDROSTATICS, MECHANICS, &c. 
IMPORTERS OF FINEST BOHEMIAN GLASS, BERLIN PORCELAIN, PURE CHEMICALS FOR ANALYSIS &o. 
ELECTRIC BELLS : AN D BA 


Apparatus for Science Classes supplied through the Science and Art Department at 50 per cent. reduction of prices. 

ILLUSTRATED PRICE LIST OF ELECTRICAL APPARATUS. POST FREE, THREE STAMPS. 
Price List of Chemical Apparatus with 660 Illustrations, post free eight stamps. 

TRADE TEBMU AND SPECIAL QUOTATION 8 FOR EXPORT SENT ON APPLICATION. 


|_3:ORME & Co. (late 65, Barbican, London, E.C. 
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STOKES CO. 


MANUFACTURERS: avant MACHINERY 


Scretus, Sinds, & Small Curned 


For TELEGRAPH ENGINEERS, OPTICIANS, MATHEMATICAL, SURGICAL, 


MUSICAL INSTRUMENT, TRUSS and CHANDELIER MAKERS, 
STATIONERS, SUNDRYMEN, &c. | 


= BRASS AND (COPPER SCREW. (WORKS, == 
. QREEN STREET, 


BIRMINGHAM. 


PARA: GIVEN TO PATTERNS. 


EBONITE. 


“SET, Robs, 


PATENT COTTON 


ks Avenue, LONDON, EC. 


CELLUVERT FIBRE, 


OR TUBES. 


SPECIAL REQUIREMENTS MADE. 10 ‘ORDER. 


VULCANITE CELLS AND PATENTED SEPARATORS FOR SECONDARY BATTERIES, 


Par Para. ‘Telegraph Strip, ‘Insulating Tape, ra | 


| Jéubler Goods of all kinds for Purposes. 


SIMPLEX BELTING 


For RE MAIN, and OTHER DRIVING. 


—India- 


Valves, Sheet. Rubbe ry Hose Pipes, Fire Ilose, Chemical Appliances, Waterproof on and all kinds of 
: 3 tubber Goods in Stock, and to Order. 


> 


PRICE LISTS ON APPLICATICN TO 


DAVID MOSELEY & SONS, 


“CHAPEL FIELD WORKS, 


ARDWICE, INE ANC HES TER. 
WAREHOUSES: 
2, 4, & 6, New Brown St., MANCHESTER. | 87, Miller Street, GLASGOW. wes . 14, Place Sainte Gudule, BRUSSELS. 
20, Rue des Marais, PARIS. — 29, Ki Reichenstrasse, HAMBURG, 
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Palented Pure Rubber 1 ape. | 


PL 


| 
19 : || | col 
| | 
1 | 
= i 
À 
à er | - | | 5 | a" 
| 
| | 1 
| 
| 
| | | ff 
| | 
| : 
| _ | 
| 
| 2 
À 
| 
| f | A 
| 
| 
A 
| | | 
| 
| 6% ‘4 


—= 


E TO: WORKS EFF ELD. 


| of STEEL and STEEL WIRE adapted tothe INSTRUMENT and 


MAGNET STEEL of the highest efficiency. D 
“MOOL\STEELS—ALL DESCRIPTIONS. | 
ROLLED STEEL al “COLD ROLLED. STEEL ‘tempered in strips. 
SPRINGS, HELICAL, SPIRAL, OR TO PATTERNS. 
| Best Round Steel Wire. Polished in Lengths or Coils, all gauges. Tempered Wire, Polished and Plated ‘Musi 


Ry 


DISTRIBUTION PATENT. 


_(STATTER'S! Being a Patent for “ Dividing Electric Light,” No. 1996, of 1872." TUNITED.) 


THE ELECTRICAL ENGINEERING CORPORATION, Ltd; 


are Proprietors of the above Patent, and warn one Pubiie against 
The following aye ‘Licensees: 
Anglo- American Brush Electric | -Wilson Hartnell. | 
- Light Corporation, Limited. .| Johnson & Philli 
Crompton & Company, Limited. | Nalder. Bros. & 
tric Supply Corporation, Ted | Bost Scott & Co. 


* ++ 


T. Goolden & Company. Bros. & Company, Ltd. 


& Company. G. Statter & Company, Ltd. 
“Laurence, Paris & Scott, Limited. 


3, Princes Mansio PEROY E. SCRUTTON, Secretary. 
Victoria "Street, Westminster. 


PLANT WORKS: West Drayton, near London. FITTINGS Works: 36 8. 


THE: NEWTON ENGINEERING 
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AU TO! N" DYN AMOS 


MOTORS. 


Highest Efficieney ; Beauty of Design ; Moderate 
Specile + Best Workmanthlp and Materials. 


NEWTON de. 


PATENT 


“NEWTON ARC LAMPS. 


And every Requisite: for Electric. 
and. Transmission of Power. 


3803 
Télégrams: “ARC TAUNTON. {7 
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w. H. BAILEY & Co., Ltd. nn Manchester. 


BAIL MOTORS 


Actuated by STEAM, WATER, HOT AIR, PETROLEUM OIL,, &o. 


FOR LG LIGHT INSTALLATIONS, INDUSTRIAL, DOMESTIC AND STABLE MACHINERY: WATER-RAISING, 


 Inexplosible “Running, and Portable, Consumes 2 of water per H.P, per day only 


AIR ENGINE. STEAM ENGINE. 
o Dan o For ans, other 
skilled light machinery, 


HAAGS’ PATENT | 8 PATENT BAILEY’S PATENT BAILEY’s PATENT BAILEY’S PATENT | 
~ WATER MOTOR. .  HIGH-PRESSURE WATER MOTOR.  “THIRLMERE” WATER MOTOR. : HYDRAULIC ORGAN BLOWER WATER MOTOR PUMPING ENGINE 
May be driven by Town's Le use in Mines, and places Much used for Telephones, sol the OR WATER ENGINE. For mage a LR anny, of the water 
Pressure or other Mvailuble where bigh wanes Lane mos, and small in tals 0 Mostly. used for driving the which d the 2... toa - 
water supply. _ are availab Electric Li Feeders of Pipe Organs. ‘higher l 


PUBLISHED. — BAILEY'S MOTORS,” an TMustrated Catalogue of the various Motors manufactured by W.H. B.& Co. Post Free, 1s. 


4 


ROBEY & CO., 


GLOBE WORKS, LINCOLN, Fr 
MANUFACTURERS OF 


AND LANCASHIRE BOILERS 


BY SPECIAL MACHINERY OF PERFECT AND MOST 
| MODERN CONSTRUCTION. 


Rivetted by 
Hydraulic Machinery. 


= 


| Calcutta International Exhibition, 1884, 


| = == C NTE CL) NE position. | 
Constructed in sizes of 
from 4 to 40 H.P. 
: from 80 lbs. to 140 Ibs. a 
> working pressure. 
STANDARD SIZES IN | STOCK OR | PROGRESS. FOR QUICK DELIVERY. 7 
Estimates given on receipt of specification of requirements, — | 


ROBEY & CO., GLOBE ‘WORKS, LINCOLN. 
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Calcutta International Exhibition, 1884, 
M Awarded First-Class Certificate and Gold Medal 


x . 
x 


JS. GG. STATTER co. LTD. 


+* ‘ALLIANCE. ENGINEERING WORKS WEST DRAYTON NEAR LONDON. 


November 14, 1890.) 


Londén Office: PRINONS MANSIONS, 68, VIOTORIA ST, WHSTMINSTER. 
ALLIANCE” DYNAMOS AND MOTORS purpose. All ses ready for immediate delivery. Made Made by special machinery in the best manner possible and 


THE STATTER PATENT: CONSTANT CURRENT DYNANO: has s higher commercial eMotency than any other, either English or 


American. 
OMATIC «ENGIN 5 ‘and 


4 


Rods, Tubes, Cells, &c., for Electrical Purposes, 
THE NORTH BRITISH RUBBER CO., LIMITED, 
et London, 57, Moorgate St.; Manchester, 6, Charlotte St. - 
| Liverpool, 9, Lord Street; Glasgow, 106, Buchanan St. ; 
| Newcastle-on-Tyne, 89, St.; 65 & 66, cre 


ERNEST & Co. 


NEWCASTLE-ON-TYNE, 
Electrical ane General Engineers. 
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TYNE DYNAMOS, a À 
AYNE ARC LAMPS, | 
TYNE TRANSFORMERS. 


lete Installations erected men at “à 


SPECIAL TERMS TO THE TRADE. 
Catalogue on application. 


Telegraphic Addresses: 
MA Victoria Bullaings, mpére,” Manchester. 
HUDDERSFIELD: Yard, Cloth Hall St. « Dynamo,” Huddersfield. 
LASGOW “ Roots,” Glasgow 
ON 18e “Eeco,” Newc stie-on- 
pe, 
.burg. 


MARSHALL, SONS Co, 


Britannia Iron Gainsborough. 
LONDON OFFICES, SHOW ROOMS AND STORES :— MARSHALL'S BUILDINGS, 79, FARRINGDON ROAD £0, 


COMPOUND STATIONARY ENGINE & mak 


WITH PATENT AUTOMATIC EXPANSION VALVE GEAR. 


Highest Award MELBOURNE INTERNATIONAL - EXHIBITION, 1889,—First Prize and Special Mention for Susan ; 
for Engines; First Prize and Special Mention for Excellence for Thrashing — | 403 
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for Strength Efficiency and Economy. 
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| | New Catalogues, with Current Prices, free on apolication. 
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INDIA-RUBBER - COMPFOUNL 


‘from 1m ir Cylinder and Paced Joints to uy thickness uneven sen. 


The abere, 


canised Asbestos Sheeting, as shown above, and asit 
is the only Jointing Material which adequately — ft 
combines PERMANENT ELASTICITY WITH 

HEAT the. advantages 


… RBEOTS 
MANCHESTER : Cable Street, 


: LIVERPOOL: 2, Strand St., James St, “ 
: BELFAST, DUBLIN, ANTWERP, BERLIN, 


BELL, & Co, 2, John Bright, Street, 


Blacktriars, 


| obtained from this house, 
recognised as the Mont Efficient Economical Jointing | 

. Material in usé, ft is composed ef a .specially-prepared 

India-rubber Compound, protected by a coveringof Yul- — 


The Centre which ihe obtained) 
will adapt itself to uneven surfaces to which it may be ap. 
x _ plied, and allow the expansion and contraction to be fully: 


‘taken up. The covering being of Asbestos Cloth; ii 


ticity. For Manhole, Mudhole, Steam 


a protection to the centre and so.prolongs its elas-: 


and Mash Tun Door Joints it is unequalled, 
and if applied as directed a ring can be} 


HULL: Humber Dock Basin, 
GLASGOW: 35, Robertson Street, 
-AMSTERDAM :.264,.N, Z, YVoorburgwal,| | 
1 RIESTE, LISBON & GENOA, 


(CARDIFF BELL & Co., West Bute Street. 


SE 


‘BELL'S ASBESTOS 


=BOILER PRESERVATIVE 


= Will effectually keep Boilers clean and re- 
= move any Incrustation, without injury 
es -to the Boiler Plates or Fittings. 


¥ 


ww 
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“BELLS ASBESTOS 


YARN & SOAPSTONE PACKING 
the LOCOMOTIVE PACKING made. 


BELL’s 


COMPOUND HYDRAULIC PACKING 
18 SPECIALLY SUITED FOR ; 
HYDRAULIC: MAGHINERY, ACCUMULATORS, AND AMMONIA 
ALL PUMPS, 


EL À 


BELL'S ASBESTOS. 
NON- CONDUCTING COMPOSITION, 


loss by radi- 
ation, and 
saves 40 per 
cent. of fuel. 
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Lubricant, & Cask, 
or Corks not marked as À 


Every Cask is sentout as above. . 


cheaper than 

| others sent . 

out wet, . 

a oie All bags are marked as above 


All Corks are seled as above. 
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| Any customer receiving #7 shown, Is earnestly re- gf >> 
_ nested to forward.us” N 
| - | sample and particulars : LS) 
| tx Dreams are marked as above, d 


DEPOTS:—NINCHESTAR : Cable Stret, Blacktriars. . LIVERPOOL: 2, Strand St, dames St. HULL: Hamber Dock: Basin» 


AGENTS: BIRMINGHAM: BELL & C0, 7, John ROBERT STOTESBURY, 
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ASBESTO 


BD. 


| =. ADVANTAGES OF ASBESTOLINE. 
ASBESTOLINE is the most efficient Lubricant for all bearings 
ASBESTOLINE is the cheapest Lubricant. : 
D ASBESTOLINE saves from 50 to 90 per cent. of the Cost’ of Oil. 
ASBESTOLINE is the Cleanest-Lubricant. | 
ASBESTOLINE is favoured by Insurance à . 
ASBESTOLINE is the most :Inodbrüs Lubricant. 
a ASBESTOLINE is the safést Lubricant, its flashing point being 700 F. 
ASBESTOLINE has beaten all other Lubricants in trials, 


CONSISTENCY OF. ASBESTOLINE. 


degrees of consistency, A, B, C, and CC es afloat. It is also invaluable in works in this country 

ASBESTOLINE A, is -specially adapted to ordinary. the temperature is high. 
_ Engines and Machinery, in and out-door, in this country. ASBESTOLINE. CC, . is ed for tee on «lil paper 
ASBESTOLINE B, à little more solid, is for use-on. Steamshi machines, &c.; where-the bearings are heated by steam 
in temperate climates, also on land when it-is desirable, | through, sometimes is d used 


Lubricant stiffer ‘than A. 


The reputation of Asbestoline as a lubricant of the highest efficiency in every kind of cz is: inet and it Les never been. equalled by any other lubricant | 
in the numerous cases of special difficulty in which the best. oils are ineffectual. - This reputation is growing daily, hecduse it is based on the experience of 
thousands of udére under the severest circumstances any lubricant has ever been subjecte1 to, and not on mére laboratory tests and professional analysis 
of insignificant quantities. It is used with marked success in Steel and Iron Works, Collieries, Cotton and Wool Mills, and other Textile Manufactories. In Corn Mills it 
has proved invaluable on the roller and other modern machines, “In Saw Mills, on’ Machines going up to 5,900 revolutions per minute, ite work has never béep app: oached 
by any other lubricant.. On Electric Lighting Machinery, and in Steamships of all sizes throughout the world, thé success of Asbestoline is unequalled. ‘M: “ny engines and 
machines of all descriptions give trouble and show bad resuits, both in working and wear, when the ces of lubrication has not dE à" due pe mise Engineering 
firms of — standing have given it their powerful —, and 


SUPPLIED IN KEGS, 28 ‘ead 56 Ibs or a Ibs. 


SPECIAL TERMS FOR LARGE QUANTITIES. 


INPORTANT 1 To EXPORT MERCHANTS .—One Pound of ‘ Asbestoline ” KE 2 gallons of roi weighing 18 Ibs, 


| the saving in freight is very considerable, to Export Merchants, 


BELL ASBESTOS. 


SQUARE. ND. 


| Every 10 feet has labet as above, and bears our Trade Mark. 


Under t this registered title are included the lonsbliiié of Mr. Field, and experience has provelithem to be 


THE MOST EFFICIENT, DURABLE, AND ECONOMICAL PACKINGS ever made. They constitute such a. 


combination of Asbestos and India-rubber as secures the maximum. of. elasticity and heat resistance, and they 
are therefore UNEQUALLED FOR EVERY KIND OF ENGINE. These Packings are being universally used by 
most of the leading Steamship Companies throughout the world for ordinary Compound, Triple, and Quadruple 
Expansion Engines of the latest type. These are compound of Rolle Asbestog the indie 
rubber is placed in two forms to suit various cases. 


kK In ordering, state whether square or round round required. = 


ASBESTOS COMPANY, LIMITED, 


SOUTHW ARK, LONDON, SE. 


GLASGOW: 35, Robertson St DUBLIN, BELFAST, ANTWERP, BERLIN, BARCELONA, TRIESTE, LISBON, & GENOA. 
No. 264, N. 2. YOORBURGWAL, AMSTERDAM. 


CARDIFF: BELL “à (0, West Bute Street... 
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LIMITED, 


Manufacturers, 
24. CHARLES ST, HATTON GARDEN, 


LONDON, E.C. 


MEDALS 


AWARDED 
For Excellency of Manufactures, 


el PARIS INTERNATIONAL EXHIBITION, 1889 ED 
ALL THESE GOODS ARE SHOWN FULL SIZE AND KEPT IN STOCK. . 
ig 
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sot AGENTS FOR J. O. MOUCHEL’S HIGH CONDUCTIVITY COPPER WIRE. 


| STRAIGHT DRAWN, BRASS, IRON AND STEEL, ROUND HEXAGON AND FLAT, 


ALL SIZES KERT : IN STOCE. 


ESTIMATES. FOR SCREWS AND TURNED PARTS ON RECEIPT. OF PATEERNS. 


Considerable Reduction for Large Quantities. : 3091 
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a Dynamos t6 chafge cells and supply constant 


| 


‘Sax to notice that for eonvenience of. 
customers to whom the West End of London 
is easier of access than Dalston they have now A 
BRANCE OFFICES and SHOW, 
ROOMS at 


PRINCES MANSIONS, 


_ VICTORIA STREET, WESTMINSTER, | 
Where Samples of their manufactures, … 


Electric Light Installations, will be ride 


bé, 


YOLTMETERS, 

| SWITCHES, 

And all Machinery and Requisites used for 


PRICE LISTS POST FREE. SPECIAL TERMS TO LARGE BUYERS. | 


OFFICE. AND WORKS | 


POWNALL ROAD, DALSTON, LONDON. 


137, WEST REGENT STREET, GLASGOW. 
| WEST END BRANCH AND SHOWROOMS: 


GLASGOW, BRANCH 


3 PRINGES | MANSIONS, VIOTORIA STREET, _ WESTMINSTER, | 


SILVER MEDAL INTERNATIONAL ELEOTRIC EXHIBITION, 1882. | 


PHILLIPS BROTHERS, 


ait. 
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| MANUFACTURERS oF CABLES, WIRES, et TO ANY SPECIFICATION. 


FANOY BRAIDED WIRES OF EVERY DESORIPTION. 


"COTTON AND SILK OOVERED WIRES FOR DYNAMO MACHINES, MAGNETS à. um 


Manufacturers & Contractors, 
| GOTHIC WORKS, KING ST, NORWICH. 


AND TY PHS). 


CONTINUOUS CURRENT TRANSFOR, 
To 
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Phenix Ammaeter, £3 ls. 


Pocket Voltmeter, 
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COMPANY, 


$ + be Sea 


Warehouses: 106 & 100, CANNON STREET, LONDON, 
Works: Bilvertown, Essex; Persan- France. 


= 


ENTERED INTO for the SUPPLY, CONSTRUCTION, 


| - 


| 


RANCE WAREHOUSES: 


” 4 à 


“TELEGRAPH ENGINEERS ‘AN D MAN UFACTURERS 
| DIASTRUMENTS.—* Morse ” 


OOLO r 


| 


or THE most Iurncvap APPARATUS YOR RAILWAY BLOCK SIGNALLING. 
REPEATERS, LIGHT ” INDIGATORS, AND WALKER'S “ PASSENGER AND GUARD OOMMUNIOATOR 


TELEGRAPH STORES AND ‘APPARATUS OF BEVERY DESORIPTION. 


TORPEDO APPARATUS. 


ras INDIA-R GUTTA-PERCHA, AND TELEGRAPH WORKS COMPANY (Lia “a 


of Complate System of for Harbour and Ooast 


AND OF THE 


SILVERTOWN. PATENT. FIRING BATTERY. 


A Constant Battery for Mining and Blasting Purposes. 


| MANUFACTURERS or. 


VULCANISED INDIA RUBBER. 


un à SHEET, BUFFERS, SPRINGS WASHERS WHEEL TYRES CORD TUBING, AND DOOR AND CARRIAGE MATS. 
INDIA RUBBER AND CANVAS SUCTION AND DELIVERY HOSE. 


INDIA and CANVAS STEAM PAOKING — ROUND, SQUARE, 


“INDIA RUBBER MACHINE DRIVING BANDS. 


"WATERPROOF GARME 


+ 
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à | 


Works: ‘SILVERTOWR, LONDON, E.; PERSAN | 
BEAUM 
Écnéon Office—106, CANNON STREET, EC. FRANOE. 
Warehouse—100, CANNON STREET, EC. 
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BULLER, JOBSON & Co, Ltp, 


BIRMINGHAM, HANLEY, DUDLEY, LONDON and GLASGOW, 


Have pleasure in announcing to all connected with 


TELEGRAPHIC, TELEPHONIC, ELECTRIC LIGHTIN G, - 


AND KINDRED TRADES, | 
That owing to the large increase in their business since their amalgamation uve years 980, = 


they have now acquired an extensive sité at ~~ 


CHESTON ROAD, BIRMING EX AN 
| WHERE THEY ARE ERECTING NEW WORKS 
a And laying down the most improved plant for the prodaction of their manufactures. — 
Finding it advantageous to reconstruct the company with powers, 
they have increased the capital, but La 
THERE WILL BE NO CHANGE IN THE ‘PROPRIETARY. 
THE NEW NAME OF THE COMPANY: WILL BE 


BULLERS, LIMITED. | 


. 


ft 


3 


“Offices: 106, CANNON STREET, "LONDON, ‘EO. 


MANUFACTURERS OF | | 


DYNAMO MACHINE s, 
INSULATED ELECTRIC LIGHT WIRES AND CABLES, 


Lamp Fittings, Switches and Testing Apparatus, Volt and Ampere Meters. | 
CONTRACTORS FOR THE SUPPLY AND FITTING UP OF - | 


ELECTRIC LIGHT APPARATUS 


OF EVERY DESORIPTION. 


INSTALLATIONS FOR CENTRAL STATIONS, SHIPS, HOUSES, M FACT ORIES 


HSTIMATES ON APPLICATION. 


Works: SILVERTOWN, LONDON, E. - 


D | 


WIRES CABLES 


OF ALL DESCRIPTIONS 


FOR ELECTRICAL INSTRUMENTS, ELECTRIC LIGHTING, | 


BELI. AND THLEPHONEH WORK, *%o.m 
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ECONOMY. 


LACOMBE & co WORKS. PERRET, NEAR PARIS. 


British Representative —HOLLAND DELL, 7, LIETLE 


Telegraphic Address: i LACOMBE, LO N.” 


UEEN ST WEST 


MINSTER, 


 CHEAPNESS, 


Round, Pat 
Taminated, 


TELEGRAPH, 
TELEPHONE, 


| 


AND ALL 
UPPLIES. 


Lapped, 


DYNAMO WIRES 


Tue MFG. æ: Lan, 


HELSBY, NEAR ones) AND 11, QUEEN VICTORIA ST., LONDON, E.C. 


ALL SIZES 10T0 350 
WRITE FOR CIRCULAR 


JOHN MUSGRAVE & SONS 


| GLOBE IRON WORKS 
BO LTON, ENGLAND. 


AND LOW SPEEDS. 


IN USE ALL OVER THE WORLD WHERE 


ACCURACY iS DESIRE 


WRITE FOR ULAR 


JOHN MUSGRAVE & SONS Lo 


GLOBE IRON WORKS 
BOLTON, ENGLAND. 


City 


| THE GLOBE” 

COMPOUND ENGINE | 
SIMPLE.ECONOMICAL, 
DURABLE. TABOR | INDICATOR 
USED FOR ALL Ronen ACCURATE DIAGRAMS AT BOTH HIGH a8 
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THE PAISTE SWITCH. 
Record: 100, 000 in daily use. 


| The movement breaks ana completes ge. 
the circuit in an instantaneous manner, . _ 

à preventing arcing or charring of the con- 
tact parts. Mounted on China, with cover. 
and handle of same material; also on 
Porcelain, with metal cover. Correspon- 
dence invited. 


A. REYROLLE 


10, UNION MEWS, UNION STREET, MIDDLESEX 
HOSPITAL, LONDON, W. sx 


SUNBEAM LAMP CO, 


LIMITED, 


GATESHEAD-ON-TYINE. 
INFRINGE 


SILVER MEDAL, SILVER MEDAL, 
Newcastle Exhibition, PARIS EXHIBITION, 
1887. 1889. 


SOLE MAKERS OF ||| À PRICES AND PARTIOULARS 

“SUNBEAM” où APPLIOATION. 


INCANDESCENT LAMPS 


121, FENCHURCH ST, Hii | 


~ 


Telegraphic Addresses : 
‘SUNBEAM, GATESHEAD.” 
“ CYCLOPS, LONDON.” 


| 


- 


ELECTRIC LIGHT ENGINES. 


Over 1SO Installations, 


INCLUDING : 


STEAM SHIPS, WAR VESSELS, FACTORIES, MANSIONS, 


AND CENTRAL STATIONS, 
HAVE BEEN ENGINED BY — 


BROWETT, LINDLEY & CO. 
MANAHECTER 


SALEORD, 


Patenteos and Sole Makers of the ACME GOVERNOR. Hundreds are in 


a use for Electric Light Engines. Send for Lists. . abs 
From 20 to 300 LH.P. made. 


VERTICAL COMPOUND HIGH-SPEED ENGINE, C. S. TYPE. 
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Telephone No. 7629. | (FRANCIS TEAGUE, Manager), [ Telegrams: “ Sounder, London.” 
Head Office & Showrooms: 17, PRINCES STREET, HANOVER SQUARE. Factory: FERDINAND STREET, CHALK FARM, N.W. 


ELECTRIC AND TELEGRAPHIC ENGINEERS AND CONTRACTORS TO H.M. WAR OFFICE, 
_ ADMIRALTY, G.P.O.. LONDON COUNTY COUNCIL, &c. 
MANUFACTURERS OF COCKBURN PATENT LOCK AND QUICK BREAK SWITCHES. 


4004 
Main ee Cockburn Patent Cut Outs and Fuses, Electrical Accessories, 


— 


26, LUDGATE HILL, LONDON, E.C., 


ELECTRICAL ENGINEERS, PNEUMATIC AND ELECTRIC BELL FITTERS AND MAKERS 
TO HER MAJESTY'S OFFICE OF WORKS. 
- Bole Agents and Manufacturers of McClellan’s Patent Continuous Action Bells and — 


CATALOGUES AND ESTIMATES FREE. mn 3681 
EREME.: RS, een and all APPARATUS connected with ELECTRIC LIGHTING SUPPLIED ON SHORTEST NOTICE, 


AUSTIN? s 
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Electrically and mechanically perfect. For Lighting, 
Plating, Praberinsio of Power, &c., &c. 
Size, No.1, No. No.3. No.4. No.8. No.6 
Output in Watts- - 50 100 200 400 700 1,000 
Per Cent. — 75 78 80 sake 88 92 
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LON DON AGENTS: 


— 


PATRON & COOPER, Pownall DALSTON, NE 


SSS | PRICE LIST AND PARTICULARS ON APPLICATION. 


“AUS STIN, Florence Electrical Woks, ARMLEY, LEEDS... 


85, QUEEN STREET, CHEAPSIDE, LONDON, E.C, 


Sole Manufacturers Or 


LEAD- COVERED CABLES, 


UNDER THE COMPANY’S PATENTS, 
FOR TELEPHONE, TELEGRAPH, ELECTRIC LIGHT, 


TRANSMISSION OF POW BE, 


SPECIAL ANTI- INDUCTION TELEPHONE CABLES. 


BY HEAT, | 
MECHANICAL STRENGTH, 
HIGH INSULATION. 
LOW CAPACITY. 


STEAM SHIPS, DOCES, 
CHEMICAL WORKS 
FACTORIES, MINES, 


GOLD MEDAL, PARIS HXHIBITION. 


REFERENCES AND PARTICULARS ON APPLICATION. 


DAMP PLACES, &c. 


THE ACME ELECTRIC WORKS 


PRICE, TALBOT CO. Ltd, 


And Underground Installations of every Mind. | 
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RONALD 


CONTRACTOR TO THE LORDS OF THE ADMIRALTY, 
| INDIAN GOVERNMENT, &c., 


HILL ELECTRICAL WORKS, LONDON, 


DYNAMOS, MOTORS, ARC LAMPS. ee 
SEARCH LIGHT APPARATUS of avery, et. 
SWITCHES. 
CUT-OUTS—ORDINARY, MAGNETIC._ 

SCOTT’S PATENT SWITCHBOARDS. 


” »  LAMPHOLDERS. 
” »  MIRRORS FOR PROJECTORS— 
Unequalled. 


. NOTE.-A7 of the above to be seen in stock at the Works, or in course of construction. The Acton Hill 
7 Works is the only Establishment in the Kingdom where Projectors of three sizes, fitted complete 
with lamp and mirror, can be obtained from stock. 


dent plant, consisting of cos Boilers, 
Accumulators, &c. 


Is drawn to the facility for supplying electrical plant 
at short notice, and of perfect workmanship. Owing 
to the possession of the most modern machinery and 
appliances and a trained staff urgent work can have the 
best attention. 


Ts 


LS 


ELECTRICAL CONTRACTORS AND CON- 
SULTING ENGINEERS are invited to send particulars 
of Specifications and Specialities required. Dynamos, 
Motors, and Electrical Apparatus built to Inventors’ 
own instructions. 


S 


3674 


ce 


_ For Wiring, Laying of Mains, or Fitting 
up Complete Installations with indepen- 
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TELEPHONES 


FOR EXPORT TO ALL PARTS OF THE WORLD. 


SS | | vay | 
| 


SE AN OF No. 109 FARRINGDON ROAD, 
| LONDON, E.C., (Gm 

/ Are the SOLE LICENSED MANU- g 

FACTURERS of TELEPHONES for À 

Export and for use in the United King- 

dom, under LICENSE granted to the all | | 

Company by the UNITED TELEPHONE k 

COMPANY of London (now the NATIONAL E VN | 

TELEPHONE CO) | 
NO TELEPHONES can be manufactured by | it | uy 1 i 

il | 


a 
i 


_ any person or Company (other than the CON-— Æ 
SOLIDATED TELEPHONE CO )inthe United Ed 
Kingdom, and the said Company offer 
à substantial reward for sufficient evi- , 
dence as will enable proceedings to be 
taken against infringers of these rights. 


CATALOGUES AND PRICE LISTS ARE TO BE HAD © == 
| FREE ON APPLICATION. 


_ THE CONSOLIDATED TELEPHONE CO. is prepared to anna’ the celebrated. SIMPLEX. 


ARC LAMP, wien burns with great brilliancy and steadiness in parallel circuits. 
Sizes from 5 Ampéres Upwards, 


SINGLE LAMP WITH GLOBE (large and small sh) from 


ELECTRICAL ENGINEERS, 


Heaton NEWCASTLE- -ON-TYNE 


Manufacturers of 


Telegrams: 
TURBO,” 


NEWCASTLE. 


ELECTRICAL 


Contractors for > 


COMPLETE. CENTRAL STATIONS. 


London Representative: A. A. CAMPBELL SWINTON, 66. Victoria Street, Westminster. 


Telegrams: “DUNAMIS,” LONDON. Telephone No. 3156. 


~ 


m NEWCASTLE. | 
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THE INTERNATIONAL. ELECTRIC COMPANY, 


Sole Depot of MIX & GENEST, Limited, ' 
34, ALDERMANBURY, H.C. 


‘Works: ARNOLD ROAD, BOW, B., and NEUENBURGER STRASSE, BERLIN, S.W. 
WRITE FOR SAMPLE OF OUR 


PATENT, D DE BELL 


LARGE DISCOUNT TO THE TRADE... 


IMPORTERS OF FINE AND ACCURATE 


MACHINES, 


SENSITIVE 


DRILLING MACHINES “4. 


"MICROMETERS 


WITH ONE per 
OR MORE SPINDLES. 
ALSO 4687 / VERNIERS, 
HEAVY POWER _ 16 Different Designs. 
DRILLS SEND As. FOR ILLUSTRATED 


MILLING 


LATHES, &c. 


4 


FINE TOOLS IN GREAT 


CHURCHILL CO., Ltd., 


STREET, FIN SBURY, LONDON. 


M HOLROYD SMITH, 


‘ crssley Street, HALIFAX, and 18, Abingdon St., WESTMINSTER, 


ENGINEER DURING CONSTRUCTION OF. 


ELECTRIC TRAMWAY, 


AND PATEN TEE OF THE SYSTEM. 


Contracts undertaken for [UNDERGROUNI D CHANNELS, 


 équipping and working Rail- | 


ways or Tramways OVERHE AD CONDUCTORS. 


means of 


ELECTRICAL ENGINEERS & CONTRACTORS, 


MANUFACTURERS OF THE 


DYNAMO, 


= ARC LAMPS, SWITCHES, &c. | 
: Estimates and abe free of charge on application... 


— 


ANDREWS PREECE, 
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SLATER LEWIS, 


THE BIRMINGHAM TELEGRAPH FACTORY, 
BIRMINGHAM. 


| (Late Managing Director and Engineer of the Telegraph Mfg. Co.) 


Telegrams: “ INSULATOR, BIRMINGHAM.” TELEPHONE, 4094, 
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| 


Contractors to H.M. Government. INSTRUMENTS 
MANUFACTURERS or. for all purposes. 
WHEATSTONE BRDIGES & STANDARD RESISTANCE COILS 


 GALV ANOMETE RS. __Thomson, and every description used kept in stock, 


made up to 350,000 ohms resistance. ‘Speaking 
Instruments and Lamp Stands and Scales. : 


| | | CONDEN SERS & KEYS for all requirements. | 
| STANDARDS OF SELF-INDUCTION.- sole Makers of Profs. 


Ayrton & Perry's VARIABLE STANDARDS, reading directly in Secohms 
and Patent Secohmeters. 4 


ST AND ARD CELLS, ne en, including Dr. Muirhead's Patented Portable 


for Direct or Hiernsting Currents, also for Ship, Tram, or Train use. 
AMMETERS With back or front connections. Large stock kept. 


VOLTME TE RS. —Can be kept continuously. i in circuit without overheating, with 


back or front connections. Large stock kept. 


TE STING SETS for measuring line and insulation resistance. Best construction | 


and very portable. 
ILLUSTRATED PRICED CATALOGUES FORWAROED ON APPLICATION. 


Present Address—132, HORSEFE RRY ROAD, WESTMINSTER; 


Shortly Removing to 16, RED LION STREET, CLERKENWELL 
| (Two Minutes walk from eis Street Station.) 


TELEPHONE 3120. LONDON. 


NALDER BROS. GO. 


GAS ENGINE. of 24 HP. Nominal. 


SIZES :—20 HP. to 100 HP. TUBE FIRING. 


— 


Manchester.—5, Todd Street. | = BPOTS. 
Dublin.—62, Middle Abbey Street.  Belfast.—13, Queen’s Square. 


Liverpool.—38, North John Street. 


_ THE SIMPLEST GAS ENGINE “MADE. 


SPECIALLY ADAPTED FOR ELECTRIC LIGHTIN G. 


| London Office.-80, QUEEN YWICTORIA ST. E.C. 


4. | ANDREW & Coy. Ltd., REDDISH, STOCKPORT. 


… | 
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THE TELEGRAPHIC JOURRAL AND ELECTRICAL REVIEW SUPPLEMENT. 
Works:—48, CHAPEL STREET, 
_ SALFORD, MANCHESTER. 


London :— 


—1, BOTH WELL STREET, 
GLASGOW. 


BINSWANGER, MANAGING DIRECTOR. 
| Telegrams: 


“LONDON: ELECTRICITY” 


“MANCHESTER: INDUCTION.” 


HI. 


CEILING ROSES 


(FOR 16 OR 32 C.P. 


Our Patent “ H. I.” type is without question the best 
on the market, both for mechanical and electrical desiga, and 
is at the same time of neat and elegant appearance. Its great 
advantages are that there are no conducting metal parts at 
back; short circuit or leakage are impossible; it is easily 
wired and fixed. The Flexible Cord is fixed so that the 

re | weight of the lamps and fittings 

‘is carried by the China indepen- 
dent of the Terminal Screws. _ 
Our “ Falcon” type is made 
of best porcelain, all the brass 
parts are very substantial, and 
is generally constructed in a 
manner to meet all requirements 
of a good and cheap Ceiling 
Rose, and can be thoroughly : 
relied upon in dry places, such 
as mills, &c., for which we recom- 
mend them. 


= 


No 2111/2 114. 
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Telephone No. 1887. 


71, QUEEN VICTORIA STREET, | 


+ 


. 4 
: 


No. 2101/2108, 


PRICES. 

Dimensions. Listno. | PlainGhina. | List No. (oughea) List No. 

à | | | 

; RE : À Ré with Cord Holders | | 
2: aud 10 1 6 | 2105 1 8 | 213 | 2 O 
3 do. 2102 2106 | 111 | 139 | 
CE Do. do. do. 2108 | 2 O | 2107 | 2 6 | 2133 | 3 O 
2 Falcon, without Fuse Plates. 2111 oO il 2135 1 2 
24 Do. with do. 112 | 2 © 2136 | 1 3 
3 Do. do. do. 2113 EEE Te 2137 | 1 6& 
8} Do. do. do. 2114 1 6 2138 2 O 
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EI 


DYNAMOS 


SLOW SPEED HIGH EFFICIENCY BEST WORKMANSHIP 


U. H. HOLMES & Co. 


NEWCASTLE-on- TYNE 


À 


74% Coleman Streét. LONDON. EX 


TELMPHONB: 1983. TSLEGRAMS: “INDICES,” LONDON. 


WHEATLEY KIRK, PRICE & GOULTY, 


ELECTRICAL AUCTIONEERS, VALUERS 


| AND ARBITRATORS, 
52, QUEEN VICTORIA STREET, LONDON, E.C., 
And Albert Square, MANOHESTER. | 142 


THE ELECTRIC & GENERAL INVESTMENT CO. 


‘LIMITED, 
Offices :—1 & 2, Wincnestae Srezer, Lonpon, E.C. 


His Grace the DUKE OF MARLBOROUGH, Chairman. 


The Company has beer formed FOR THE PURPOSE OF 


FACILITATING THE PROMOTION AND DEVELOPMENT 

OF UNDERTAKINGS for Electric Lighting, Traction, Trans- 

mission of Power, and other industrial uses of electricity. 
Communications may be addressed to— 


J. CECIL BULL, . 


LANE-FOX ELECTRICAL COMPANY, LIMITED. 


OTICE.—ELECTRIC LIGHTING.—Electric Light Con- 
tractors, Supply Companies, and Owners of Private Electric 
Light Installations, are HEREBY CAUTIONED against the 
unauthorised use of the system of Electric Lighting covered by 
the Lane-Fox Patents; more especially Nos. 3988** and 4626, 
both of 1878. The system may be briefly described as the multiple 
arc distribution of incandescent lamps at a constant potential 
difference with a varying load, constancy being maintained with 
the aid of secondary batteries as reservoirs, or by means of a shunt 
electromoter, more commonly known as a potential indicator or 
voltmeter. Favourable reports upon the system have been made 
by Sir William Thomson, Mr. Latimer Clark, Prof. Perry, Mr. W. 
H. Preece, Dr. Silvanus Thompson, Prof. Barrett, the late 
Mr. Robert Sabine, and the late Prof. Fleeming Jenkin. A full case 
has quite recently been submitted to Mr. Fletcher Moulton, Q.C., 
who has given a strongly favourable opinion. | 
Legal proceedings have already been instituted against certain 
infringers. | 
A complete list of Jicensees will shortly be published. Terms 
for licenses, and any further information, can be obtained at the 
office of the Lanz-Fox ELecrricAz Company, Lrp., 66, Victoria 
Street, S.W. 4040a—4072 


MUNICIPALITY OF BOMBAY. 
ELECTRIC LIGHTING. 
NOTICE. 

EALED TENDERS will be received by the MunicrPaL 


Commissioner for the City of Bombay up to 1 p.m., on 
Monday, the 16th day of February, 1891, for experimental light- 


ing by electricity of certain streets of the City of Bombay fora 
Hesse ENGINEER desiresengagement. Good refer- 


period of two years. 

Forms of Tender and schedule of conditions and a sketch of the 
portion of the City, showing the streets to be lighted may, on pay- 
ment of £1 sterling, be obtained from Mussrs. E. W. & R. OLIVER, 
Le Corbet Court, Gracechurch Street, London, E.C., who will on 
application give any further information that may be required. 

Lenders must be accompanied by a deposit of Rupees 1,000 in 
cash (not to bear interest) or in public securities for that amount 
to be paid to the Chief Accountant of the Municipalty ot Bombay, 
which will be forfeited to the Corporation in case of refusal to sign 
the contract embodying the conditions mentioned in the schedule 
above referred to. : 

A further payment to make the total depositæquivalent to 5 per 
cent. on the contract amount will have to be made by the Tenderer 
whose tender may be accepted, before signing the contract. 

The Municipal Commissioner does not bind himself to accept 
the lowest or any tender. 

By order of the Municipal Commissioner, 
RIENZI WALTON, 

Executive Engincer’s Office, Executive Engineer, Municipality. 
Bombay Municipality, Bombay, 


13th October, 1890. 4675 


HARBURG INDIA-RUBBER COMB COMPANY. 
188, LONDON WALL WOOD STREET E.O 


Torngs,” 33, Chapter Road, Willesden Green. 


CHEAP PREPAID ADVERTISEMENTS, © 
Relating to Situations Vacant, Situations Wanted, Businesses 
Wanted, Businesses for Sale, Patents for Sale, Specific Articles of 


_any kind Wanted, or for Sale or Exchange, are inserted at the 
rate of ONE PENNY Per Word (minimum 1s.). . 


Three consecutive Insertions for the Price for Two. _ 
be had on which 


ANTED by the General Manager of a large Electrical 
Firm in London, a good business man of from 25 to 30 
years of age, as confidential assistant. Good address and —- 
ance, knowledge of accounts and office work necessary. me 
engineering and electrical experience an advantage. Wanted, also, 
Confidential Assistant in Patents department. Salary about £4 to 
£E per week. State age, experience, references and salary required 
in each case to—- A. B. C.,” c/o Execrricat Review, 22, Pater- 
noster Row. 4070 


agent WANTED by a West End firm, for house 
| wiring and installations. One with connection and experi- 
ence preferred.—Apply by letter only to “H.,” 13, Ebury Street, 
Pimlico. | | 4037—~4069 


RAVELLER wanted to canvas for house wiring. Good salary 
to one having good connection.—Apply by letter only, 

| 4078 
WW FOR SPAIN.—Three experienced electrical engi- 
neers for superintending wiring of premises; must be men 

of tact, good temper, and gentlemanly address. Salary £4 per 
week.—Apply by letter, stating age and 
TRICAL STANDARDISING TESTING AND AINING INSTITUTION, 
Charing Cross Road. 4063 


Tv age 16}, desires to be apprenticed to a firm of elec- 
trical engineers. Moderate premium paid if necessary.— 
W. T. Morais, 239, Kennington Road, S.E. 40884065 
j\LECTRICIAN (Young) seeks engagement. . Experienced 
mechanic, and certificated in theoretical knowledge. 
Moderate salary.— E.M.F.,” 4, Waterloo Street, Hammersmith. 


ITUATION WANTED by Young Man, age 22, in London | 


electrical firm. ‘Three years pupil, two years improver, good 
practician.—“ H.,” Fairview, Carmalt Gardens, Putney. 4040—4073 


ences from last place; well up in arc, incandescent, ship 

lighting, search lights; home or abroad.—Address “ A. S.,” office 
of this paper. 4067 

ORRESPONDENT.—Re-engagement wanted in a first-class 
electrical establishment by an experienced German gentle- 

man (25) of the line, perfect correspondent in English, French, 
German and Italian. Best references.—Apply 4,055, ELECTRICAL 
Review office. 4066 


ECHANICAL ELECTRICAI, ENGINEER (Age 28), 
desires re-engagement. Six years as practical mechanic, 

and seven years superintending electrical work. Well up in 
testing. Good references.—Address, “A. I. E. E.,” 4041, ELec- 
TRICAL Review Office. 4081 


Ae SEEKS SITUATION on Telephone or Light- 
ing Station as improver, or.otherwise. College training. 
ane references.—Address, ‘“ Mrco 

ce. 


HM,” ExsctricaL REvisw 
4042 


[Continued on nest Page] 
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Four desires engagement. Fully understands all 
years in present appointmen es to increase experience 
Address, 4,044, Office ELECTRICAL REVIEW. 


4044 
O ELECTRICAL STUDENTS.—An exceptional opportunity 
offers in London, for acquiring under a competent. electrical 


engineer & complete knowledge of the working and business of an 
Electric Light Supply Company. The selected candidate will be 
required to engage his services without salary for one year, and 
pay a moderate premium in return for the advantages and 


_ training afforded.—Apply, giving particulars of age, &c., and 
oto experience to “D,” care of ELEoTRICAL IEW, . 22, 


LECTRIC LIGHT LISTS and SAMPLES wanted.—Pyre 
and Harris, 34, New Tothill Street, Westminster. 4041-4074 


7[\LECTRIC LIGHT WIRING. Advertiser will contract for 


a labour part on installation work. Highest insulation 
teed on com pletion of work’; mahy 


references. ei N.P,” 33, Lambeth Road, S.E 4079 


W ANTED.— Complete Volume 20 Exzctrican 

(January to June, 1887). 1s. will be paid for copies of 
May 11, 1888.—Address 2,000, ELEcTRICAL _ 22, Paternoster 
Row, Lond on. 2000 


FOR SALE.100-light Brush-Victoris shunt wound. 
Can be seen in London. Recently had new arma- 


quantity of sbafting, plummer blocks, pulleys, &c.— 
Haney Son Sows: 10 & 12 Street, Covent Garden, WC. 4010 


C\ ECOND-HAND "ALTERNATORS—both self-exciting and for 
“Sections 


: separate exvitéts.” SE may be connected in series or 
parallel at will, thus aif¢i wide range of E.M.F. and currents. 
—For full culars apply Exxcreican Cor- 


PORATION, 68, Victoria Street, Westminster. | 2366 

LECTRICITY.—MONTALVO and HERRAN, Bogota, (Re- 

fede roue of Colombia, South America), Merchants (in every 

tion of rages ge Apparatus and all kinds of goods relating 

trici “re and price lists and —_ 


é eg ELECTRIC ENGIN EERS. Tenders required for supply- 
ing and fixing electric call bells to firemen’s houses. 

lowest or any tender not necessarily acce E —Full particulars, 

on mr. to E. W. _ Pontyprid 4061 


TURNER BROTHERS, 


-184, UPPER THAMES STREET, LONDON. 
IRON AND STEEL. 


Special Chaicoal Iron Sheets for Dynamo Slates, Transformer Stampings and 
Dises. Soft teal an Wire, Soft Wrought Iron Forgings for also in 


Mild Steel. d Bessemer ey Forgings for Shafting. eer Steel 

Tool Steel, Files, &c. Brass and C es Rods and Tubes. Wrought Iroa and steel 

is Conductors. erchant Bar Iron and Steel, Hoops, 
hanne 


Mr. J. G. LORRAIN, MIEE., MIME,., &c., 
PATENT AGENT AND CONSULTING ENGINEER, 
N orfolk House, Norfolk St., London, W.C. 
“PATENTEE’ 8 HANDBOOK” Post Free on Application. 4014 


LAHMEYER’” DYN 
See Advertisement every Alternate Week. 


BOLLING & LOWE, 2, Laurence Pountney Hill, 


PHŒNIX FIRE OFFICE, 


. 19, Lombard Street & 57, Charing Cross, LONDON. 
(EATABLISHED 1732.) 


LOWEST CURRENT RATES. 
LIBERAL AND PROMPT SETTLEMEN Ts, 
i FREE OF ALL LIABILITY. 


ELECTRIC LIGHTING RULES (COPYRIGHT), | 


(16th Edition, Supplied. 


} Joint Secretaries. 


2959 | | Fe 


GLOVE AND GAITER LEATHER 
DRESSERS, LEATHER AND 
WOOL MERCHANTS. 


FIRE 
BUCKETS | 
AND HOSE. 


13 FIRST-CLASS 
MEDALS S AWARDED. 


YROSBY LOCKWOOD & SON’S NEW BOOKS. 


blished, Royal $2mo. oblong, 5s. leath 
Ss POCKET-BOOK OF 
LÆ, TABLES, AND DAT EMPE, 
MIns-EE. A-M.InstC.£., Technical 0 P Postal Tel raphe. This 
Review. “It 18 


those 
“It is the best book of | ena” — Electrical 


= ch Enlarged. Just Published, C Cloth. _ 
\LECTRIC’ LIGHT. ITS PRODUCTION” AND USE. 
Fourth Edition, 


vised 420 pages, 4 ress whole 
— of electric lig ed i ry 


is mae or less cove and explain clear 
d concise manner, Elect rical Review. id 


Published, Crown 8vo., 5 , 
\LECTRIC LIGHT À for Working 
ptet Engineers. By J.W. URQUHART. “A really tal boo y 


e recommend to the notice of wo orking electricians an electri 
neers. »Mecha tical World, 


Third and Cheaper Edition. Just Published, 8vo 
ACTORY ACCOUNTS : THEIR PRINCIPLES | AN D PRAC- 
TICE. A Handbook for aaa on Manufacturers, includin 
number of Specimen Rul ARCKE and 
authors are thorough masters of t their subject. Abounds in valuable fo ome — 
St. James's Gazette. 


London: CROSBY LOCKWOOD & SON, 7, Stationers’ Hall Court, E.C. 4025 


R. MCGOUNE, BUCHANAN & Co. 
WHOLESALE MICA MERCHANTS, 


9, Mincing Lane, London, E.C. 
Telephone No. 11,147. | ‘Telegrams, “ Boulanger.” 


MICA 


For Electrical and all other purposes. 


Specifications. 
Special Department for Chemicals used by 
Electricians. 


ELLIOTT BROTHERS, | 
101 & 102, ST. MARTIN’S LANE, LONDON, W. C. 


(ESTABLISHED 1800). 


BLECTRIGAL TESTING AND TELEGRAPH INSTRUMENTS. 


SUBMARINE MINING APPARATUS, &. 


CONTRACTORS TO H.M. GOVERNMENT. 


Highest Award Paris Exhibition 1889, 


Telegraph Address: “OHM,”? LONDON. 


Only Grand Prix” to any English Blectrical Exhibit. 


Telephone No. 3852. 3509 


[November 14, 1807 


FR 
Samples and Quotations on receipt of Patterns and 
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Are more carefully and accurately calibrated than any others in the market. 


EVERSHED'S PATENT | | 


AMMETERS. . 

OH MMETER S. Ses 
ALTERNATING CURRENT INSTRUME ENTS 


The ONLY INSTRUMENT FOR THE PURPOSE» 
 AMME | ERS. which can be fixed to a switchboard, reading 
correctly for any 


Our new pattern is the most perfect 


 CARDEW VOLTMETERS. mad 


AOOLDEN & Co. 


Contractors to English & Foreign Governments, 


Railways, Central Stations,&c. : 
YNAMOS. 


Can be left continuously in Circuit. Do 
not overheat or burn up the — 


Splendid Mechanical . 


Construction. 
Armatures 4 insulated entirely with MICA : 
La Armatures and Field Coils 
VENTILATED INSIDE. = SS 
POSITIVE DRIVING — Long Bearings. Clean and Economical Lubricati Standard Goolden Overtype Dynamo, built 
of Conductors. CHEAPER than any Dynamos = with Gramme, Drum and Bar Armatures. 
AMPLE CLEARANCE and at same LOW TEMPERATURE. Some weighing over SEVEN TONS without Engine. 
for Armatures. | 3 


of this worked À. 850 trans- 


mitting a severer than 
OT O RS for per À without a penny being spent in reine 
| STRONGLY BUILT. 
Will drive machinery direct with Spur Gearing, without breaking down the armatures, 


HIGH EFFICIENCIES. 
STEAM DYNAMOS 


FOR ANY OUTPUT. 


DYNAMOS and MOTORS 


re 
4 
+ j B t 8 
: A = 
uilt to Specification 
F £ 
4 


STEAM DYNAMO for ELECTROTYPING- 
supplied to Ordnance Survey Dept. | | 
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HP. Launen Motor with Goo 
10- will work with Armatt 


Works, HARROW Road, 
LONDON, 
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JOURNAL AND ELECTRICAL REVIEW SUPPLEMENT, [November 14, 1890, 
SECOND ISSUE INOREHASE OF COAPITAT.. | 


THE KELVINSIDE ELECTRICITY GO. Ltp, | | - 
(Incorporated under the Companies’ Acts 1862 to 1886, whereby the liability of the Shareholders is limited to the number of their Shares.) 
Bia Capital, &50,000 in 50,000 shares of £1 each. 
Payable—2s. 6d. on Application, 2s. 6d. on Allotment, and the Balance, as required, in calls not exceeding 5s., at intervals of not less than Three Months, 
| field, Kelvinside, GI STEVEN, Esq, Westmount, Kelvinside, Glasgow | 
UGH st Tarvase, À Glasgow. JAMES REID Bag 1, Montgomerie Crescent, Kelvinside, Glasgow, 
THOMAS RUSSELL, yA of Ascog, Cleveden, Kelvinside, Glasgow. JOSEPH FINDLA » Esq., Clairmont, Kelvinside, Glasgow. 
ROBERT PATERSON, Esq., O.A., 28, Renfield Street, Glasgow. Mot 
BN COMPANT, LD, DL FRS 
Dr. J. J. BOTTOMLEY, E-R-8., Mem, inst. Electrical Engineers, 
| Solicitors. | Glectrical Engineers. 
Messrs. MONTGOMERIE & FLEMINGS, 241, St. Vincent Street, Glasgow. ¢ Messrs. ANDERSON & MUNRO, 136, Bothwell Street, Glasgow. 
Brokers. . Auditors, 
Messrs. PATERSON, NEWLANDS & Co., 28, Renfield Street, Glasgow. | _Messr. CARSWELL & MURRAY, C.A., 81, St. Vincent Street, Glasgow. 
Secretarty.—DAVID ALEXANDER, Assoc. Inst: Elec. Engineers. _ Offices of the Company.—2s, RENFIELD STREET, GLASGOW. an¢ 
| | | Ele 
ABRIDGED PROSPECTUS. 3 | El 
Tue Kelvinside Electricity Company, Limited, is established to | smaller houses and shops and other sources of probable profitable Ek 
supply electricity for illuminating and other purposes in the dis- | demand, such as street lighting, &c. There is also a large area 
trict of Kelvinside, the principal residential suburb of Glasgow. yet unbuilt on. From these facts, and from the desire which 
The Company was incorporated in 1889 under the Companies’ | has been expressed by many of those resident in these houses to 
| Acts, with a capital of £10,000, and proceeded with an application | have an electric light supply, the directors are led to expect that 
to the Board of Trade for a Provisional Order under the Electric | the company will prove a great success. 
| Lighting Acts to enable them to supply electricity for lighting The electricity to be supplied by this company for house light- 
urposes, both public and private, in that district of the County of | ing will be at low pressure so as to avoid all risk of accident to life 
ark known as Kelvinside,and bounded by the Burghs of Partick, | or property in houses, and arrangements can be made with con- 
Hillhead, and Maryhill, and by the Counties of Dunbartonand Ren- | sumers to charge for the supply at their option either at a rate 
frew. That Provisional Order was granted by the Board of Trade, | per lamp fitted or as measured by meter. Res | 
and the Bill to confirm it received the Royal Assent, Aug. 14, 1890. None of the shares have been underwritten and no promotion 
-_ The Kelvinside Electricity Company, Limited, is the only com- | money has been, or will be, paid other than the usual brokerage 
pany which has powers to supply electricity under the Electric | to stockbrokers. The preliminary expenses will be charged against 
_ Lighting Acts for the above-mentioned district of Kelvinside. capital. Theonly agreements that} ave yet been entered into are the 
t is important for intending investors to note that the Kelvinside | following :—(1) Agreements with Sir William Thomson and Dr. J. a 
| Electricity Company, Limited, have come to an agreement with the | T. Bottomley, of date 11th December, 1889, and 18th July, 18%, F 
. Corporation of Glasgow whereby the corporation, in any Bill tobe | whereby their services as consulting electricians to the company oe" 
|, promoted by them for the annexation of the Kelvinside district to | are secured; (2) Agreement with Messrs. Anderson and Munro, ( 
|. Glasgow, have agreed to insert a clause undertaking not to com- | electrical engineers, Glasgow, as electrical engineers to the com- I 
_— pete-with this company in the supply of electricity to that district. | pany, dated 27th January and 3rd March, 1890. 7 ; 4 
The district of Kelvinside offers special advantages for the sup- The memvrandum of association of the company, together with ‘4 
ply of electric light, the most important being the large number | the above agreements, may be inspected at the registered office of 
of self-contained houses (over 500), situated within a circle of 700 | the company. Prospectuses and forms of application may be 
” yarde radius, each of which houses has from about 50 to perhaps | obtained from the Bankers, Brokers, Solicitors, and at the office of 


200 gas jets. There are, besides these, streets and terraces of | the company.—Glasgow, 12th November, 1890. ‘pane | 


| REPORT REGARDING ELECTRIC LIGHTING OF KELVINSIDE. al 
To the Directors of the Kezvinsine Erecrriciry Co., Lrp. some, of course, being much less and some much more, that is 
GENTLEMEN,—We have prepared and now submit. to you pro | Say, we count on each lamp being lit for only about one hour 
| forma estimates of the total first cost and working expenses of an | during each ten hours of darkness. Each lamp fitted would thus | 
electric light.station on a low pressure system with underground | bring in an average of 10s. per year, or a total of £15,000. : 
. distributing conductors, for an ultimate total of 30,000 glow lamps Probable gross annual income from 30,000 lamps (fitted) at 15 | 
+ Of 33 watts each. From.a careful analysis of the needs of the | units per lamp at 8d. per unit, £15,000. } 


locality, and observation.of the experience of such stations else- Expenditure— : 
where, we have fixed the greatest possible maximum demand at Coal, Oil, Water, and Engine Room Sundries at 1d, per unit sold .. £1,875 
apy at 50 per the total lamps “ fitted,” and the 1,000 

| pro e approximate sale of electric energy at 15 Board of Trade otrisien in charge...  .. 

units per annum per lamp fitted, equal to about 460 hours lighting 

|. of each lamp fitted. In large dwelling-houses the percentage of EN * ss 

maximum demand to total lamps fitted is much lower than in Balance being grees 

|. shops and business centres, while the total number of hours light- | £15,000 

- ing is more. At West Kensington Station, London, which is The above balance shows a gross profit of over 20 per cent. 08, 


rhaps the one supplying a district most like your own, although | a capital of £50,000, and after writing off £3,000 (73 per cent. on 
ving a considerably larger proportion of shops, the maximum | cost of plant) for maintenance and sinking fund, there would 
demand last year was 44 per cent., and that only fora few minutes | remain a net profit of £7,425, which would give a dividend of over 
at a time, ee sy ee pe of energy was about 13 units per | 14 per cent. 
annum per lamp fitted. In a district such as Kelvinside 40 per | .- 
_ cent. would an Sosa the probable maximum demand. We ee PRO FORMA ESTIMATE FOR FIRST SECTION OF ABOVE STATION 
_ provided for 50 per cent. (15,000 lamps), but may point out in ~ (10,000 LAMPS FITTED). | 
.. addition that not only could the whole plant be made to supply : First Cost—Supplying and erecting whole generating and dis- 
for short periods more than the full load best suited for regular tributing plant, with buildiugs, everything being as before of the 
work, but that the spare plant, standing ready as a provision | most perfect and improved type, but designed and erected so asto — 
+ against any possible breakdown, adds materially to the reserve | facilitate the gradual extension of the station to the full capacity 
_ capacity of the station. si of 30,000 lamps, say £16,000. 
Owing to the exceptional facilities for coal supply to an electric Revenue—Probable gross annual income from 10,000 lamps 


light station on either of the sites provisionally fixed upon, this (fitted), at 15 units per lamp, at 8d. per unit, £5,000. 
item of expenditure will be unusually small. One penny per unit 3 


Expenditure— 
:: sold should more than amply cover the outlays for coal, oil, water, Coal. Oil, Water and Engine-room Sundries, at 1d. per unit sold ..  £625 
: and small sundries. The total amount of these charges would : Wages, Day ph EE ae 650 
' vary in almost exact ratio with any increase or. decrease of the a. a ee 
.: number of lamps fitted, or in their average hours of lighting. - Allow for Rents, Fees, Secretary, Office and General Outlays me 7 
. Some of the general charges would, of course, be irreducible, thus £2,275 
lessening somewhat the percentage of profit until the station was Balance, gross promt + 
completed. | £5,000 
paid-up capital of £20,000, and after writing off £1,200 (74 per 


First Cost—Phe total cost of supplying and erecting the whole | cent. on cost of plant) for maintenance and sinking fund, there 


ae | PRO FORMA ESTIMATE FOR 30,000 LAMP STATION. The above balance shows a gross profit of over 13 per cent. on a 


generating and distributing plant, with buildings, everything being | would remain a net profit of £1,525, which would give a dividend, 
| of the mosf: èrfeèt-and approved type, would be about £40,000. of over 73 per cent. | | 


| Schedules.mould,-6£ course, be sent out to makers of and con- In designing the arrangements of the station, we have provided so 
_ tractors for all the various parts ; but we have procured, and here- | that the whole may grow towards completion as the public demand 
_, with submit for your inspection, provisional estimates from respon- | gradually develops, and so that the portions to be at once proceeded =} 
sible firms forthe more important items. : with can be placed and worked at approxiwately proportional cost. 
.:  Revenue—The earning power of the completed installation at In presenting this report, we may say that the district combines 
. full load—500 Board of Trade units of electrical energy per hour | in itself many conditions unusually favourable to an Electricity 
. —at 8d., the proposed rate of charge, is £16 133. 4d. per hour; Supply Company, and we consider that the directors would be 
. while the amount of coal required to produce this amount of elec- | quite safe in anticipating a satisfactory return for the money spent 
_ trical energy would be about 2 tons of steam coal at,say, 10s. perton. | in the undertaking. 
_ There are, exclusive of foggy weather and any allowances for We are, Gentlemen, Your obedient Servants, 
| passages and apartments inaccessible to sunlight, over 4,300 hours > " (Signed) ANDERSON & MUNRO, 
of darkness in the year. We take as a fair figure 460 hours per ie Electrical Engineers to the Company. 
annuin as the average yearly hours of lighting of each lamp fitted ; GLasGow,-29th October, 1890. 4076 
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Publications. 


Cloth, 4s. 6d., Post Free. 130 Illustrations and Diagrams. 2nd Edition, Revised and Enlarged. 
| By W. PERREN MAYCOOK, A.M.Inst.C.E. 


‘PRACTICAL ELECTRICAL NOTES AND DEFINITIONS 


For the Use of Engineering Students and Practical Men. 


- Conductors, Lightning Conductors and Electric Light Wiring Systems; Circuits, Ohm’s Law and Units, Definition of Units; 
Magnetism ; Batteries, ten and Thermo-Electricity ; Bells, Indicators, ‘Switches, Alarms; &c. ; Electric Lighting,. Dynamor, 
Lamps ; Telegra egraphs , Telephones, Signal Codes, Electric Clocks ; Electric Transmission of Power, Electric Rail 

an 


ways, 
Motors, Tel herage ; ; Rules Regulations to be observed in: me fitting up of Electrical Installations, Phenix Rules, Electrical 
Engineers ( nstitution of) Rules. 


Cloth, 7s. 6d., Post Free. 4th Edition, Revised and Enlarged. Numerous x ee By JOHN W. URQUHART. 


ELECTRIC LIGHT; ITS PRODUCTION AND USE. 


Plain Directi ions for the Treatment of Dynnmo-tnciele. Machines, Batteries, Accumulators and Electric es aie 


and Secondary Batteries; Thermo-Electric Batteries; Magneto-Electric Generators ; Electro-Magneto Electric Machines, Dynamo- 
Electric Machines ; General Observations on Machines, Transformers, and Electricity, Metera, Arc and Incandescent Lamp: ; 


Electrical Distribution and Circuits; Measurement of the Are Light; Mathematical Notes ; Present Application and Cost of the 
Electric Notes on Lighting ; ; Light Tests. | 


Cloth, 3s, 6d., Post Free. 177 Illustrations. By F F, C. ALLSOP. — 


ELECTRIC BELL CONSTRUCTION. 


A Treatise on the Construction of Electric Bells, Indicators and similar apparatus. TC 


Electricity and Magnetism ; pe, Indicators, Relays and Continuous Ringing Attachments ; the Magneto Generator | and 
| Bell; the Detector. 


Cloth, 10s. 6d., Post Free. With Numerous Illustrations. By W. G. McMILLAN F.L.C., 


A TREATISE ON ELECTRO-METALLURGY. 


The Application of Electrolysis to Art Work and the Refining of various Metals ; Introductory and Historical, Theoretical 
and General, Source of Current; General Conditions to be observed in Electro-Plating ; ; Plating Adjuncts and Disposition of 
Plant; the Cleansing and Preparation of Work for the Depositing Vat and subsequent ae of Plated Goods; the Electro-Deposition 
of Copper ; Electro-Typing ; the Electro-Deposition of Silver; the Electro-Deposition of Gold ; the Electro-Deposition of Nickel and 
Cobalt ; the Electro- position of Iron; the Electro-Deposition of Platinum, Zinc, Cadmium, Tin, Lead, Antimony, and dl 
Electro-Chromy ; ; the Electro-Deposition of Alloys; Electro-Metallurgical Extraction and Refining ‘Process ; the nat 
Certain Metals from their Solutions or Waste Substances; the Determination of the Proportion of Metal in Certain. Depos 
_ Solutions ; a Glossary of Substances on Employed in eee Addenda. 


THE ELECTROLYTIC SEPARATION OF METALS; &c.” : 
| THEORETICAL AND PRACTICAL. 


Theoretical Division.—Historical Sketch ; Chief Electrical Facts and Principles of the Subject; Chief Thermal Phenomena of 
the Electrolytic Separation of Metals ; Chief Chemical Facts and Principles of the Subject ; hief Facts of Chemico- Electric or 
Voltaic Action ; Chief Facts of Electro-Chemical Action ; the Generation of Electric Currents by Dynamo-Machines. 

Practical Division Establishing and Working an Electrolytic ; Other Applications of in Boparating and 
Refining Metals, &c. 


Cloth, 4s. 6d., Post Free. 55 Mustrations, ‘By JAMES SWINBURNE. 


PRACTICAL ELECTRICAL MEASUREMENT. - 


« Altogether the book is an excellent one, the few points that have been objected to in this notice being almost the ane ones a that 


out of a large mass of matter have struck us as perhaps open to criticism.”—Electrician, February 15th, 1889. 


“ The author comes to his task, however, so well equipped by practical experience, that there appears to be a basis for his very pro- 
nounced confideace. His selection and treatment of the subject r Aero is decidedly ori , and à large amount of stereotyped matter, 


which is usually deemed indispensable to works on electrical subjects, i is conspicuous by i its absence.’ —The Electrical Engineer (New 
York), February, 1889. 


‘ Taken as a whole, the book is a most readable and instructive one, and, with the illustrations, is a vatuable addition to the 
literature of a subject which is interesting to all engaged in practical electrical work.” —Electrical World, New York, January 12th, 1889. 
i sui not need commending ; we have only to give the author’s name and that of the publishers."—Electrical Plant, January, 1889. 


Leather, 5s., Post Free. By H. R. KEMPE, M.Inst. BE. AMImstCE 


THE ELECTRICAL ENGINEER'S POCKETBOOK 
_ OF MODERN RULES, FORMULA, TABLES AND DATA. 


Cloth, 4s. 6d., Post Free. 41 Illustrations and 5 Tables. By F. B. BADT. 


INCANDESCENT WIRING HANDBOOK. 


Multiple Arc System; Three-Wire System; Methods of Running Wire; Location of Safety Devices and Switches; Fixtures sé 
Elevators; Wire Gauges; General Electrical Data; Calculating Sizes of Wires; and two Appendices. _ 


Cloth 4s. 6d., Post Free. 70 Illustrations. By F. B. BADT. 


DYNAMO TENDERS’ HANDBOOK. 


Elementary Data; Arrangement of Power ; Dynamo-Electric Machines ; Diseases of Dynamos; Lamps; Instruments ; Circuits or Leads; 
Accumulators ; Batety Regulations ; Table of Electric Light Conductors; Lamp Lighting Schedule; Construction Tools. 


Cloth, 4s. 6d., Post Free. 97 Illustrations. By F. B. BADT. 


BELL HANGERS’ HANDBOOK. | 


Voltaic Electricity ; Description of Batteries; Elèmentary Data; Connecting Batteries ; Battery Data ; Electro-Magnets ; Induction Coils ; 
Electric Bells; Annunciators ; ; Electric Alarms; Gas Lighting Apparatus; Electric Heat Regulation ; 
Electric Wires ; Testing 


Any of the above Books can be had Carriage Paid by sending. a remittance for the price indicated to Le 


ALABASTER, GATEHOUSE & CO, 22, Paremuosren Rov, Lowoow. 


was. 
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Cloth, 10s. 6d,, Post Free. By G. GORE, LLD., F.R.S. (Author of the “Art of Electro-Metallurgy,” &c., ae) : | | 
| 

| | 

| 

| 


THE “TELEGRAPHIC JOURNAL AND ELECTRICAL REVIEW SUPPLEMENT. 14, 1800," 
| 


TENTH YEAR OF PUBLICATION. 


WM. DAWSON & SONS have — in drawing rs attention to the __—. ANNUAL PUBLICATION OF 


DIRECTORY 


THE LEADING ELECTRICAL TRADES DIRECTORY OF GREAT BRITAIN, | 
And the OLDEST ELECTRICAL DIRECTORY in the WORLD. 


Invaluäble to Electricians, Electrical and Makers of High Speed and 
other Engines, Motors of all kinds, Driving Bands, Carbons, Chemicals, Insulators and Insulating Materials, | 
Wire and Cable Manufacturers, Wholesale and Retail Dealers in Electrical Goods, and to Manufacturers of any. 
article required and used by the Electrical Trades. No office is complete without a copy. 3 


ARRANGED IN SECTIONS, AS FOLLOWS, VIZ. :— 
BRITISH.—AI information relating to Great Britain and Ireland. 


AMERICAN.—AI information exclusive of the British possessions. 
CONTINENTAL.—Al! information relating to the Continent. 


INDIAN, COLONI AE AND: GENERAL. —All information relating: to British Possessions, including 


other Countries not having a _—. Section. 


| SPECIAL NOTICE! 
Our old supporters in particular and Advertisers and Subscribers in general, are desired to note, that 
this year we have resumed THE SAME METHOD OF CANVASSING BY — CIRCULAR (8 pages) 
which we initiated in 1882, and used continuously until 1886. 


Eight page Circular on application. All Orders for Advertisements, Books and Insertions to be forwarded to 
WM. DAWSON & SONS, 148-149, UPPER THAM ES STREET, LON DON, E.C. 


(We have no other — 


STEAM BOILERS 
APPARATUS | 
ELIMINATING ALL }? 

MULTITUBULAR, DEPOSIT 


LANCASHIRE and other types, ‘ON BOILER PLATES.” 


ROMER & BOILER MAKERS Constructed for High-Pressure Steaming. 


WALBROOK HOUSE, LONDON. E.C. | ILLUSTRATED PRICE LIST UPON APPLICATION. 3834 


“works: st. street, Lonnon, Office of CHARLESWORTH, HALL & 


EVERY NECESSARY FOR ELECTRIC LIGHTING. Wa a: 


DYNAMOS OF THE BEST CONSTRUCTION. i <b 


MEASURING INSTRUMENTS AT LOWEST PRICES. 
ZOPKE, Wilhelm-Strasse, 98, BERLIN, W. 


GUARANTEED, 


ENGINE 


SPECIALLY SUITABLE FOR ELECTRIC ‘LIGHTING. 


Printing, ‘Pum Sawing, Threshing. Chaff Cutting, Corn Crushing, Dri Lath 
ving, © Paint end Mills, &c. g, Driving 


and other 
NO COAL. NO GAS. NO STEAM. — NO BOILER. 
NO SPARES. NO SMOKE. NO DANGER. 
vy | a = No extra charge made for insurance. 
Roval Agricultural Society's at Notting- 
, 1288, and at Windsor, Fullest Particulars on application to— 3358 


Works :-HULL. PRIE STMAN Bros., LÉ. VICTORIA E.c. | 
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LIMITED, 


Bread Street, 
LONDON, E.C. 


58 and 59, 
CHEAPSIDE, 


THE POOLITE SWITCH 


For Current Capacities up to 3 Amperes. 


PLATESSA PATENT CEILING ROSE. 


MANUFACTURERS AND SUPPLIERS TO THE 


TRADE 


TELEPHONE No. 4,982. 


Telegraphic Address: ‘ PLATESSA,” LONDON. 


No. 0314. 


ALL ARTICLES 
“SARE MANUFACTURED SOLELY BY US 
: AT OUR WORKS 

AT THE ABOVE ADDRESS. 
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BALMORAL BUILDINGS, 91, QUEEN VICTORIA ST. 


| STEAM WORKS, HATTON GARDEN. 
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ELECTRICAL MANUFACTURERS. 
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“UNIVERSAL” 

ALL RIGHTS GUARANTEED, 


| Suitable for all purposes. 
- PRICES 


25s. to 80s, 


PER INSTRUMENT. 


— 


| OR RETUN WIRE —> 


\ | 


_ UPWARDS OF 
DAILY USE. 


_ Estimates Free for Supplying and Fixing 
Telephones and Lines any distance. 
Liberal Terms to the Trade. | 


UNIVERSAL 


Queen Victoria St,, 


HARTMANN & BRAUN’S 


AMPERE 


FOR CONTINUOUS AND ALTERNATING CURRENTS. 
For PRIVATE INSTALLATIONS, |_| 


Ni For CENTRAL LIGHT and POWER STATIONS, 
ForSHIPINSTALLATIONS, 
Hartmann & Braun's New Mees 
0. BEREND & C0. 61, FORE ST, LONDON, EL. 


TO THE TRADE ONLY. 


TYPES. 


RICHMOND HILL IRON WORKS, | 
SILVER MEDAL, BARCELONA, 1888. OLDHAM. le 
-MAKERS OF | ~ 


LONDON AGENTS, 


EWEN & Co., 
| WALBROOK, E.C. 


HIGH: SPEED ENGINES, 


SUP LIGHTING A ‘SPECIALITY. 


Complete installations 
all kinds, 
Estmues ( on 


lng 


ÆT 
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= 
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>: 


The sizes of -Wound Dynaines are 
kept in stock or in progress. 


SSS = 
= 


Lamps Amps. | Volts. Speed. PRICE. 

= 90 45 100 | 852 | &76 

a | 180 90 100 | 1020 £99 
220 120 100 | 880 £121 
it il = 400 200 100 re: 826 £170 


PROJECTORS IN STOCK. : 


5528 
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TELErHONEC arranarcs,| 
_ ARC LAMPS AND DYNAMOS. 1 | | 
PATTERSON CABLES FOR TELEPHONES, TELEGRAPHS AND ELECTRIC LIGHT. 


q 


79, COLEMAN STREET, LONDON, E.G, | 


& 


- 


CHICAGO, NEW YORK AND ANTWERP. | 


CENTRAL STATIONS. 


CROMPTON & COMPANY, LIMITED, have erected, or are now a 
. erecting, Central and manufacturing for same, 
to supply 


321.000 LAMPS. 


This represents two-thirds of the total horse-power being put down jm 
_ in this Country for Continuous Electric Supply, or in other words, 


100,000 
ALL OTHER LOW SYSTEMS 1 


LE 


Full information on the latest developments of Electrical Engineering and Tenders for Central Stations of. 
any magnitude, can be obtained by applying to— 


CROMPTON & CO. Ltd., 
MANSION HOUSE BUILDINGS, LONDON, E.C. 


Works -CHELMSFORD & 


311 


“Si WILLIAM THOMSON ELECTRIC INSTRUMENTS. 


STANDARD ELECTRIC BALANCES, of guaranteed accuracy, to measure from 0°01 to 10,000 Amperes. 
DIRECT-READING AMPERE GAUGES, suitable for installation work  ,, » 0°25 to 500 Amperes. 


» ELECTROSTATIC VOLTMETERS, suitable for installation 
work, or as Laboratory Standards, use no current 


and have no temperature error, to measure ,, 50 to 100,000 Yolts. 
à: à ENGINE-ROOM YOLTMETER, with large Scale Divisions 


si MARINE or PORTABLE VOLTMETER, suitable for Ship installations. 
NEW ELECTRIC SUPPLY METER, with range from 1 to 200. 


| All these instruments are equally uccurate on Direct or Alternating Circuit. They are very portable and r require no restandardising. 
| 


| - TLLUSTRATED PAMPHLET, with full description, may be had Post Free on application to the Maker :— 


JAMES WHITE, 16 020, Cambridge St. GLASGOW. 
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